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FOREWORD 



The Ministry of the Environment is concerned with the protection and enhancement of 
the natural environment; and to meet this goal, one of its objectives is to ensure the sound 
management of wastes across the province. In this regard, the Ministry inspects and 
regulates all wastewater treatment facilities, and monitors the performance of the treatment 
plants and their effluent qualities with routine and special sampling programs. The 
administration of these services and programs is carried out on a regional basis. 

Normally, the responsibility for the provision of wastewater treatment services lies 
with the individual municipalities. However, by special arrangement, more than 200 
wastewater treatment facilities in the Province of Ontario are administered and operated by 
the six Regional Utility Operations Sections of the Ministry of the Environment. In order to 
maintain operational control and long-term evaluation of these provincially-operated 
facilities, up-to-date statistics are maintained on process performance and operating costs 
for each plant, and an annual "Operating Summary" of these statistics is traditionally 
produced. 
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INTRODUCTION 

In 1984 the Ministry of the Environment operated 117 mechanical treatment plants 
and 110 waste stabilization ponds. 

During the year a total of 384.4 million cubic metres of wastewater was treated in these 
facilities, 339.9 million cubic metres in mechanical treatment plants and 
44.5 million cubic metres in waste stabilization ponds. 

The cost of operating 117 mechanical treatment plants was 28.80 million dollars and for 
the 110 waste stabilization ponds, 2.68 million dollars. 



PLANT LOADING 



Hydraulic and organic loading data are siimmarized in the following table. For the hydraulic 
assessment, the average day flow for the year is compared to the design capacity and a 
percentage is calculated. 

For the organic assessment, the design loadings for BOD and SS are compared to the actual 
loadings and a percentage is calculated. 

Averages marked with a dot («) are based upon less than twelve months of data. 

Projects marked with a triangle H are those which have started-up. have switched operating 
mode, or have changed operating authority during 1984. 

Tertiary treatment facilities are highlighted with two asterisks (**). 

Wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/84-DEC/84 

PRIMARY 

SOUTHWESTERN 

OMEN SOUND 
POINT EDWARD 

WEST-CENTRAL 

NANTICOKE (PORT DOVER) 

SOUTHEASTERN 

CORNWALL (CORNWALL) 

PETAWAWA 

PRESCOTT (EDWARDSBURQH) 

NORTHEASTERN 

ESPANOLA 

SAULT STE MARIE 

NORTHWESTERN 

FORT FRANCES 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT LOADING 



<— HYDRAULIC LOADING — > 
DESIGN AVG. MAX. AVG. 
CAPACITY FLOW FLOW FLOW 7, 
1000M3 1000M3 1000H3 DESIGN 



24.54Q 19.576 64.400 79 
2.591 1.626 3.100 70 



4.091 3.305 13.220 80 



37.504 48.542 90.400 129 
3.636 3.611 8.100 104 
5.682 4.445 18.320 78 



3.000 2.763 4.228 92 
54.552 45.896 130.500 84 



9.092 7.333 20.300 80 



<-«■ ORGANIC LOADING 
DESIGN LOADING ACTUAL LOADING 
KG/DAY KG/DAY 

BOD SUSP, SOL BOD SUSP. SOL 



859.1 



1210.9 



20457.0 16365.6 



514.7 



735.9 



292.6 
7251.5 



314.2 
7591.9 



WEPORT TYPE 023 



> 

ACTUAL LOADING 

'/. OF DESIGN 
BOD SUSP. SOL 



4419.6 


4909.6 


1838.4 


2572.5 


41 


52 


440.4 


518.2 


331.6 


912.3 


75 


176 



59 



1181.9 1636.5 401.4 892.7 



35 



33 



60 



4875.5 


6000.6 


4304.0 
468.1 


5351.7 
446.2 


86 


89 


454.5 


909.1 


329.6 


794.5 


72 


87 



46 



54 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORHATION SYSTEM 
PLANT LOADING 



PROJECT 

J AN/S-i -DEC/84 



< HYDRAULIC LOADING > 

DESIGN AVG. MAX. AVG. 

CAPACITY FLOW FLOW FLOW '/. 

1000M3 1000H3 1000H3 DESIGN 



< ORGANIC LOADING 

DESIGN LOADING ACTUAL LOADING 
KG/DAY KG/DAY 

BOD SUSP. SOL BOD SUSP. SOL 



CONVENTIONAL ACTIVATED SLUDGE 



SOUTHWESTERN 



REPORT TYPE 023 



> 

ACTUAL LOADING 

A OF DESIGN 
BOD SUSP. SOL 



INGEHSOLL (NEW) 




6.819 


5.284 


23.300 


77 


1S63.8 


1363 . 8 


1015.4 


2435.9 


74 


178 


INGERSOLL (OLD) 




3.409 


1.405* 


5.900 


41 


681.8 


681.8 


270.0 


647.7 


39 


94 


ST MARYS 




3.636 


3.866 


10.300 


106 


709.0 


727.2 


789.6 


658.8 


111 


87 


STEPHEN (HURON PARK) 




1.818 


1.316 


2.930 


72 






172.0 


205.8 






STRATFORD 


»» 


27.276 


22,150 


90.700 


81 


3818.6 


6819.0 


2089.4 


4125.4 


54 


60 


TILLSONBURG 




8.182 


5.304 


10.599 


64 


1922.7 


2045.5 


565,7 


1093.5 


29 


53 


TUCKERSHITH (VAN ASTRA) 


l.'iO't 


.779 


3.860 


5S 


238.6 


280.8 


81.3 


122.3 


34 


43 


WALLACEBURG 




6.819 


5.479 


12.627 


SO 


1363.8 


1704.7 


688.9 


952.8 


50 


55 



WEST-CENTRAL 



BRANTFORD 


81,628 


54.058 


76.900 


66 


CAMBRIDGE (GALT) 


38.641 


31.519 


50.620 


81 


CAMBRIDGE (PRESTON) 


16,865 


8.013 


13.860 


47 


DELHI 


3,182 


1.973 


3.280 


62 


DUKNVILLE 


7.728 


4.596 


11.400 


59 


FERGUS 


5.000 


3.737 


9,200 


74 


HALOIMAND (CALEDONIA) 


2.273 


2.230 


4.770 


98 


KITCHENER 


122.742 


68.562 


165.838 


55 


ORANGEVILLE ** 


14,547 


7.338 


18.700 


50 


PALMERSTON 


.681 


1.492 


8.900 


219 


SIHCOE »« 


15.456 


9.279 


18.667 


60 


WATERLOO 


45.460 


41.600 


77.300 


91 


WOOLWICH (ELMIRA ) 


3.091 


4.124 


10.277 


133 



CENTRAL 

CAMPBELLFORD 
MISSISSAUGA (CLARKSON) 
MISSISSAUGA (LAKEVIEH) 

SOUTHEASTERN 

"BELLEVILLE 
KINGSTON 
SIDNEY (BATAWA) 
TRENTON 

northeastern 

north bay 
Iparry sound 
sturgeon falls 



54.552 46.165 121.300 84 

25.003 15.574 52,290 62 

,568 1,145 2.540 201 

15.911 10.827 40.330 68 



36.368 32.558 57.330 89 

6,591 3.364 15,980 51 

4,546 6.767 14,300 148 



14729.0 


19638.7 


7378 . 9 


11478.2 


50 


9660.2 


9660.2 


4498.6 


5313.5 


46 


7926.5 


7926,5 


5186,4 


5502.9 


65 


540.9 


604.5 


267.1 


299.8 


49 


1406.4 


1545.6 


1305.6 


854.4 


92 


1000 . 


1000.0 


513.2 
301.0 


561.4 
379.8 


51 


33754.0 


36822.6 


19225.8 


15586.4 


56 


2909.4 


3636.7 


840.8 


986,9 


28 


119.8 


108.9 


303.1 


387,6 


252 


3400.3 


3554 . 8 


3025.7 


3052.7 


68 


12274,2 


12274.2 


10816.0 


18026,6 


88 


1298.2 


945.8 


903.1 


782,8 


69 



58 
55 
69 
49 
55 
56 

42 

27 
355 

85 
146 

82 



6 


909 


7.128 


10,600 


120 


1181.8 


1181.8 


226.7 


302.3 


19 


2S 


109 


104 


75,290 


109,500 


69 


20184.2 


21820.8 


12755.3 


14625.0 


63 


67 


284 


125 


198,761 


299.000 


69 


85237.5 


99443,7 


89475,4 


71139.7 


104 


71 



7091.7 


9546.6 


6139.9 


5462,8 


86 


57 


5950.7 


5000.6 


3241.9 


2532,0 


54 


50 


124.9 


142.0 


50.6 


55.2 


40 


38 


3182.2 


4773.3 


2179.8 


1790.9 


68 


37 



5455.2 


7273,6 


6144.7 


15962.2 


112 


219 


1647.7 


1318.2 


237.7 


363.7 


14 


27 


818.2 


909.2 


456.2 


528.9 


S5 


56 



JL 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY KONITORINS INFORMATION SYSTEM 
PLANT LOADING 



PROJECT 
JAN/84-DEC/84 

MODIFIED ACTIVATED SLUDGE 

SOUTHEASTERN 
HAWKESBURV 



< HYDRAULIC LOADING > 

DESIGN AVG. MAX. AVG. 

CAPACITY FLOW FLOW FLOW Z 

1000M3 1000M3 1000H3 DESIGN 



< ORGANIC LOADING 

DESIGN LOADING ACTUAL LOADING 
KG/DAY KG/DAY 

BOD SUSP. SOL BOD SUSP. SOL 



REPORT TYPE 025 



> 

ACTUAL LOADING 

y. OF DESIGN 
BOD SUSP . SOL 



12.274 



9.972 24.9S0 81 



522.6 



745.4 



CONTACT STABILIZATION 

CENTRAL 
PORT HCNICOLL 

SOUTHEASTERN 
FRANKFORD 

NORTHEASTERN 

HAILEYBURY 
IROQUOIS FALLS 
KIRKLAND LAKE 
HOOSONEE 

NORTHWESTERN 

LONG LAC 



1.04S 1.044 3.155 99 



1.363 1.360 5.300 99 



1.591 

4.091 

12.638 

.509 



2.341 



1.435 4.000 90 

3.335 9.610 61 

11.257 27.440 82 

.591 1.930 116 



2.024 7.176 86 



177.6 209.0 84.9 104.1 47 



231.7 



272.6 



153.2 



149.9 



66 



49 



55 



270.4 


318.2 


105.2 


127.6 


38 


40 


634.1 


654.5 


216.4 
818.1 


320.4 
1089.5 


34 


48 


129.2 


145.5 


54.1 


74.1 


41 


50 



341.7 



400.3 



171.5 



255.6 



50 



63 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT LOADING 



PROJECT 
JAN/6'i-DEC/84 

EXTENDED AERATION 

SOUTHWESTERN 



< HYDRAULIC LOADING - — > 

DESIGN AVG. MAX. AVG. 

CAPACITY FLOW FLOW FLOW Z 

1000M3 1000M3 10QOM3 DESIGN 



<— - ORGMIIC LOADING 
DESIGN LOADING ACTUAL LOADING 
KG/DAY KG/DAY 

BOD SUSP. SOL BOD SUSP. SOL 



WEST-CENTRAL 



CENTRAL 



REPORT TYPE 025 



ACTUAL LOADING 

V. OF DESIGN 
BOD SUSP. SOL 



ALVINSTON 


.600 


.118 


.570 


19 






13.5 


19.2 






BLYTH «« 


.731 


.272 


,832 


37 


146.2 


146.2 


39.7 


47.6 


27 


52 


BRUSSELS «« 


.681 


.366 


l-ft-il 


41 


176. Z 


176.2 


60.8 


79.7 


34 


45 


DRESDEN 


•i-B-ie 


2.X'i7 


10.383 


47 


1200.1 


991.0 


311.1 


549.8 


2S 


^ 


DURHAM 


2.182 


.758 


1.980 


34 


436.4 


436.4 


90.0 


135.7 


20 


51 


E.WILLIAMS (AILSA CRAIS) 


,600 


.3<«1 


1.000 


56 


108.6 


125.4 


35.0 


50.4 


32 


40 


LOB0(KILWORTH HEIGHTS )»« 


.263 


.059 


.126 


22 






1.4 


2.2 






MAIDSTONE [BELLE RIVER) 


6.819 


B.OO't 


10,673 


73 


2045.7 


2045.7 


400.3 


528.7 


19 


25 


HILDHAY 


.968 


.320 


1.610 


33 


130.6 


154.8 


40.9 


55.8 


31 


56 


MOORE (CORUNNA) 


<i.5't6 


1.426 


2.779 


31 


681.9 


681.9 


170.0 


164.3 


24 


24 


MOORE (COURTRIGHTJ 


.568 


.612 


2.850 


107 


115.8 


136.3 


71.9 


81.2 


62 


59 


PETROLIA **. 


3.182 


1,478 


5.840 


46 


540.9 


636.4 


134.1 


215.5 


24 


53 


PLYMPTON (WYOMING) ** 


1,127 


.386 


.930 


34 


191.5 


225.4 


56.4 


66.0 


28 


29 


THAMESVILLE 


.818 


.178 


.'*02 


21 


139.0 


163.6 


37.5 


25.9 


26 


15 


WESTMINSTER 


1.1S6 


1.521 


2.800 


133 


227.2 


227.2 


253.4 


268.4 


111 


118 



HALDIMAND (HAGERSVILLE) 


1.000 


1.392 


2.545 


139 






120.0 


85.1 






NORTH DUMFRIES (AYR) 


l.lSl 


.432 


.759 


36 






54.9 


63.1 






PARIS 


7.046 


2.240 


4.866 


31 


1409.2 


1197.8 


646.4 


454.9 


45 


3T 


S DUMFRIES(ST GEORGE) ** 


1.063 


.368 


.731 


36 






42,1 


43.5 






WELLESLEY 


.500 


.464 


2.845 


92 


100.0 


125.0 


57,3 


64.1 


57 


51 


WILMOT (BADEN) 


.922 


.576 


2.420 


62 


221.2 


276.6 


293.6 


141.3 


132 


51 



ALLISTON 


3.500 


2.766 


4.462 


79 


542.5 


700.8 


570.9 


766.6 


105 


109 


BOBCAYGEON 


3.054 


,757 


1.119 


24 


430,6 


506.9 


98.7 


92,2 


22 


18 


BRADFORD Ml 


6.819 


3.352 


9.100 


49 


1568.3 


2898.0 


667.8 


2565,3 


42 


88 


COLOMATER 


.545 


.478 


1.802 


87 


92.6 


109.0 


52.1 


53.6 


56 


49 


ESSA (ANGliS) 


3.395 


.496 


1.144 


14 


577 . 1 


679.0 


76.8 


65.2 


15 


» 


MILLBROOK 


1.136 


.847 


1.969 


74 


227.2 


284.0 


65.4 


54.7 


28 


19 


SMITH (WOODLAND ACRES) 


.563 


.300 


1.258 


82 






13.7 


13.8 






VICTORIA HARBOUR ** 


2.565 


.411 


.665 


17 


472.6 


472.6 


23.6 


28.5 


5 


« 


MAS AG A BEACH ** 


5.775 


.754 


2.514 


15 


1154.6 


1154.6 


85.9 


66.2 


7 


S 



SOUTHEASTERN 

BARRY'S BAY 
ICHALK RIVER 
DESERONTO 
EGANVILLE 



1.241 


.486 


.686 


39 


275.8 


248.2 


107.8 


134.8 


39 


54 


.363 


.436 


.682 


120 






64.0 


77.1 






1.363 


.799 


3.210 


58 


268.5 


305.3 


91.1 


173.0 


33 


56 


.763 


.542 


1.547 


71 


138.6 


117.5 


75.6 


84.6 


54 


72 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT LOADING 



EXTENDED AERATION 
JAN/SI-DEC/e* 



< HYDRAULIC LOADING — > 

DESIGN AVG. MAX. AVG. 

CAPACITY FLOW FLOW FLOW V. 

1000H5 1000M3 1000M3 DESIGN 



< ORGANIC LOADING 

DESIGN LOADING ACTUAL LOADING 

KG/DAY KG/DAY 

BOD SUSP. SOL BOD SUSP. SOL 



REPORT TYPE 023 



> 

ACTUAL LOADING 

'/. OF DESIGN 
BOD SUSP. SOL 



ERNESTOWN (ODESA) 


.909 


X.lVt 


3.652 


137 






61.7 


80.3 






HAGARTY S RICHARDS (KILL) 


.590 


,ntk 


.550 


46 






61,7 


83.3 






L'ORIGNAL 


.95'i 


.631 


3.315 


66 


190.6 


238.5 


46.6 


64.2 


24 


26 


MARMORA 


.86a 


.8^5 


2.909 


97 


173.6 


173.6 


95.8 


101.8 


55 


58 


HERRICKVILLE 


.500 


.355 


1.229 


70 


125.0 


125.0 


<*'*.5 


43.6 


35 


34 


PITTSBURG (CANA) 


,095 


.091 


.766 


95 


18.0 


20.9 


S.7 


7.7 


32 


36 



NORTHEASTERN 

BLACK R HATHESON(MATH) 
BLIND RIVER 
KAPUSKASING 
LATCHFORD 
MOOSONEE (NORTH) 
SMOOTH ROCK FALLS 
WICKSTEED (HORNEPAYNE) 

NORTHWESTERN 

ATIKOKAN 

BALMERTOWN 

EAR FALLS 

GERALDTON 

I6NACE 

MARATHON 

NAKINA 

PICKLE LAKE 

RED LAKE 

SCHREIBER 



1.045 




.745 


1.800 


71 


3.500 


2 


.628 


5.818 


75 


9.092 


5 


.208 


10.100 


57 


.340 




.435 


1.211 


127 


.250 




.265* 


.464 


106 


1.636 


1 


.808 


5.132 


110 


1.363 




.769 


2.141 


56 



68.0 
245.4 



79.2 
245.4 



54.5 


69 


4 


248.3 


141 


5 


627.1 


691 


3 


23.5 


48 


1 


11.6 


35 


2 


139.6 


115 


3 


41.2 


66 


1 



34 
56 



60 
46 



4.082 


4.191 


8.792 


102 


693.9 


816.4 


191.3 


307.3 


27 


37 


1.227 


.895 


1.541 


72 






87.1 


119.0 






2.663 


1.220 


3.538 


42 


801.6 


867.5 


76.7 


164.5 


9 


18 


1.813 


2.192 


5.574 


120 


308.2 


362.6 


166.2 


272.5 


53 


75 


2.495 


1.058 


1,974 


42 


409.1 


461.5 


93.8 


125.8 


22 


26 


1.995 


1.575 


3.440 


68 


325.1 


383.0 


121.0 


160.6 


37 


41 


.372 


.518 


2.210 


139 


20.0 


23.4 


35.0 


54.2 


174 


231 


.909 


.356 


.713 


39 


154. S 


181.8 


7.0 


11. 5 


4 


6 


2.463 


1.926 


3.158 


78 


502.4 


492.6 


167.8 


246.8 


33 


50 


1.136 


.681 


1.810 


59 


193.1 


227.2 


62.5 


87.5 


32 


38 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT LOADING 



REPORT TYPE 023 



PROJECT 
JAN/84-DEC/8* 

HIGH RATE 

SOUTHWESTERN 
HEAFORD 

WEST-CEI*TRAL 
CAMBRIDGE (HESPELER) 

SOUTHEASTERN 
CARLETON PLACE 



<— HYDRAULIC 


LOADING — > 


<— ORGANIC 


LOADING 


— ^-> 


DESIGN AVG. 


MAX . AVG . 


DESIGN LOADING 


ACTUAL LOADING 


ACTUAL LOADING 


CAPACITY FLOW 


FLOW FLOW 7, 


KG/DAY 


KG/DAY 


'/. OF DESIGN 


1000M3 1000M3 


10Q0M3 DESIGN 


BOO SUSP. SOL 


BOD SUSP. SOL 


BOD SUSP. SOL 



3.909 



9.319 



5.455 



2.992 



5.346 



5.596 



9.130 76 



9.550 57 



9.900 102 



1563.6 



2422.9 



589.1 



781.8 



2G03.5 



687.3 



231.6 



484.7 



270.0 



310.9 



549.7 



352.5 



14 



20 



45 



39 



27 



51 



OXIDATION DITCH 

SOUTHWESTERN 

PAISLEY 
SOUTHAMPTON 

MEST-CENTRAL 

GRAND VALLEY 
HALDIMAND (CAYUGA) 
SHELBURNE ** 

WOOLWICH (ST. JACOBS) 

CENTRAL 

FENELON FALLS 

HASTINGS 

NORWOOD 



.704 
3.045 



.308 
1.159 



1.050 
2.952 



43 
38 



119.6 
517.6 



140.8 
609.0 



34,9 
95.2 



49.5 
84.6 



29 
16 



35 
13 



.600 


.296 


1.860 


49 


91.8 




39.1 


46.8 


42 




.909 


.668 


2.782 


73 






57.1 


84.0 






2.045 


1.464 


6.200 


71 


489.0 


409.0 


169.2 


290.2 


41 


70 


.954 


.931 


2. 90S 


97 


295.7 


190,8 


172.0 


159.7 


58 


83 



1.000 


.857 


2.540 


85 


170.0 


200.0 


85.1 


82.2 


50 


41 


1.059 


.587 


1.938 


55 






13.6 


21.6 






.727 


.556 


1.148 


76 


145.4 


181.7 


32.7 


32.2 


22 


17 



PLANT PERFORMANCE 



The arithmetic mean of the monthly values for BOD and SS concentrations for plant influent 
and effluent are shown together with the number of samples taken. These results include 
samples sent to the Ministry of the Environment laboratories as well as those analysed at the 
plants. 

Averages marked with a dot {•) are based upon less than twelve months of data. 

Projects marked with a triangle (a) are those which have started-up, have switched operating 
mode, or have changed operating authority during 1984. 

Tertiary treatment facilities are highlighted with two asterisks (**). 

Wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 



10 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/64-DEC/84 

PRIMARY 

SOUTHWESTERN 

OWEN SOUND 
POINT EDWARD 

WEST-CENTRAL 

NANTICOKE (PORT DOVER) 

SOUTHEASTERN 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT PERFORMANCE 



< BIOCHEMICAL 0)(YeEN DEMAND 

PLANT INFLUENT PLANT EFFLUENT 



m 


AV6 


NO 


AVG 


OF 


BOD 


OF 


BOD 


SAMPLES 


HG/L 


SAMPLES 


MG/L 



— >< SUSPENDED SOLIDS 

REDUCTION PLANT INFLUENT PLANT EFFLUENT 

X NO AVG NO AVG 

OF SS CONC OF SS CONC 
SAMPLES HG/L SAMPLES MG/L 



IS 



155 



21 



65.6 



57 



18 



222 



21 



NORTHEASTERN 

ESPANOLA 

SAULT STE MARIE 

NORTHWESTERN 

FORT FRANCES 



20 



54 



19 



35.1 



19 



121 



19 



35.0 



54.6 



REPORT TYPE 021 

> 

REDUCTION 



IS 


93 


19 


25.6 


72 


251 


131 


251 


25.1 


M 


17 


181 • 


18 


66.5 « 


6S 


18 


499 • 


18 


53.7 • 


*9 



CORNWALL (CORNWALL) 


27 


88 


27 


45.5 


48 


56 


110 


56 


23.6 


78 


PETAWAWA 


38 


128 


37 


77.9 


39 


154 


117 


153 


59.0 


49 


PRESCOTT (EDWAROSBURGH) 


24 


74 


24 


21.3 


71 


24 


178 


24 


31.0 


82 



23 


105 


23 


54.4 


48 


23 


113 


23 


41.1 


63 


52 


158 


54 


83.1 


♦7 


102 


165 


100 


61.7 


« 



u 



ONTARIO HINISTRV OF THE ENVIROMMENT 



UTILITY MONITORING INFORMATION SYSTEM 



REPORT TYPE 021 



PLANT PERFORMANCE 



<— BIOCHEMICAL OXYGEN DEMAND 
PLANT INFLUENT PLANT EFFLUENT 



PROJECT 



JAN/8*-DEC/84 



NO 


AVC 


NO 


AVG 


OF 


BOD 


OF 


BOD 


SAMPLES 


MG/L 


SAMPLES 


HG/L 



REDUCTICm 



-><-— SUSPENDED SOLIDS 

PLANT INFLUENT PLANT EFFLUENT 



NO AVG 

OF SS CONC 

SAMPLES MG/L 



NO 
OF 
SAMPLES 



AVG 

SS CONC 

HG/L 



CONVENTIONAL ACTIVATED SLUDGE 



SOUTHWESTERN 



> 

REDUCTION 



INGERSOLL (NEW) 




U 


192 


22 


8.5 


95 


22 


461 


22 


6.5 


98 


INGERSOLL (OLD) 




21 


192 • 


21 


9.1 . 


95 


22 


461 


21 


13.4 


97 


ST MARYS 




26 


204 


26 


6.4 


96 


27 


165 


27 


6.3 


96 


STEPHEN (HURON PARK) 


24 


130 


24 


4.8 


96 


24 


156 


24 


S.4 


96 


STRATFORD 


mt 


24 


94 


24 


IS. 5 


85 


25 


186 


25 


2.4 


98 


TILLSONBURG 




24 


106 


24 


2.5 


97 


52 


206 


52 


5.9 


97 


TUCKERSMITH (VAN 


ASTRA) 


16 


104 • 


16 


5.3* 


94 


16 


157 • 


16 


8.3» 


94 


WALLACEBURG 




43 


12S 


43 


8.0 


93 


242 


173 


235 


7.4 


95 


HEST-CENTHAL 
























BRANT FORD 




103 


136 


103 


12.8 


90 


247 


212 


247 


7.3 


96 


CAMBRIDGE (GALT) 




37 


142, 


37 


14.0* 


90 


203 


168 


224 


14.1 


91 


CAMBRIDGE (PRESTON) 


44 


647 


43 


26.5 


95 


217 


686 


227 


15.0 


97 


DELHI 




1« 


13S 


18 


10.1 


92 


41 


152 


40 


9.1 


93 


DUNNVILLE 




3S 


284 


35 


25.1 


91 


176 


X85 


170 


15.7 


91 


FERGUS 




20 


137 


20 


10. S 


92 


20 


150 


243 


17.1 


88 


HALDIMAND (CALEDONIA) 


23 


135 


23 


7.3 


"94 


23 


170 


23 


15.2 


91 


KITCHENER 




98 


280 


105 


5.4 


98 


228 


227 


262 


6.2 


97 


ORANGEVILLE 


*« 


38 


114 


23 


6.2 


94 


76 


134 


320 


5.2 


96 


PALMEHSTON 




U 


203* 


11 


79.2. 


60 


11 


259 • 


11 


74.1 • 


n 


SIMCOE 


Ml 


51 


326 


24 


18.6 


94 


51 


329 


24 


15.5 


95 


WATERLOO 




96 


260 


96 


12.7 


95 


243 


433 


244 


10.4 


97 


WOOLWICH (ELMIRA 


) 


18 


219* 


36 


26.9 


87 


87 


189 • 


177 


63.8 


66 


CENTRAL 
























CAMPBELLFORD 




U 


32* 


11 


5.4 • 


82 


63 


42 


63 


4.6 


89 


HISSISSAUGA (CLARKSON) 


ai 


169 


223 


8.1 


95 


81 


194 


225 


8.1 


95 


HISSISSAUGA (LAKEVIEW) 


131 


450 


338 


18.6 


95 


125 


357 


356 


18,8 


94 


' SOUTHEASTERN 
























BELLEVILLE 




4B 


133 


40 


34.2 


74 


137 


118 


137 


24.5 


79 


KINGSTON 




«2 


208 


63 


10.8 


94 


66 


162 


65 


9.1 


94 


SIDNEY (8ATAWA) 




40 


44 


40 


6.2 


85 


82 


48 


81 


8.3 


82 


TRENTON 




SO 


201 


60 


13.8 


93 


243 


165 


243 


11.6 


92 


NORTHEASTERN 
























NORTH BAY 




43 


188 


44 


17.4 


90 


216 


-490 


210 


24.1 


95 


PARRY SOUND 




25 


70 


25 


3.4 


95 


78 


108 


78 


8.6 


n 


STURGEON FALLS 




24 


67 


24 


6.0 


91 


76 


78 


76 


5.3 


9S 



12 



I 
I 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT PERFORMANCE 



< BIOCHEMICAL OXYGEN DEMAND 

PLANT INFLUENT PLANT EFFLUENT 



PROJECT 
JAN/a^-DEC/S* 

MODIFIED ACTIVATED SLUDGE 

SOUTHEASTERN 
HAMKESBURY 



m 


AV6 


NO 


AVG 


OF 


BOD 


OF 


BOD 


SAMPLES 


MG/L 


SAMPLES 


MG/L 



54 



S2 



54 



7.0 



>< SUSPENDED SOLIDS 

REDUCTION PLANT INFLUENT PLANT EFFLUENT 

X m Ave NO AVG 

OF SS CONC OF SS CONC 
SAMPLES MG/L SAMPLES MG/L 



REPORT TYPE 021 



> 

REDUCTION 



•« 



70 



74 



70 



10, Z 



M 



CONTACT STABILIZATION 

CENTRAL 
PORT MCNICOLL 

SOUTHEASTERN 
FRANKFORO 

NORTHEASTERN 

HAILEYBURY 
IROQUOIS FALLS 
KIRK LAND LAKE 
HOOSONEE 

NORTHWESTERN 

LONGLAC 



12 



«7 



81 



112 



27 



41 



9.6 



6.9 



M 



fS 



12 



«3 



W 



110 



13 



9S 



12.9 



10.6 



ST 



99 



19 


73 


18 


18.0 


75 


13 


«8 


13 


26.7 


69 


2S 


64 


22 


17.1 


73 


49 


96 


48 


11.3 


•8 


20 


72, 


19 


13.2 • 


81 


82* 


9« 


83 


14.4 


85 


14 


91 • 


14 


25.6 • 


71 


!*• 


125 


14 


27.1, 


78 



22 



84 



22 



7.9 



«e 



21 



126 



23 



13.9 



88 



13 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PLANT PERFORMANCE 



<^ BIOCHEMICAL OXYGEN DEMAND 

PLANT INFLUENT PLANT EFFLUENT 



PROJECT 
JAN/8<i-DEC/M 

EXTENDED AERATION 

SOUTHWESTERN 



NO 


AVG 


NO 


AVG 


OF 


BOD 


OF 


BOD 


SAMPLES 


MG/L 


SAMPLES 


MG/L 



>< SUSPENDED SOLIDS 

REDUCTION PLANT INFLUENT PLANT EFFLUENT 

7. NO AVe NO AVS 

OF SS CONC OF SS CONG 
SAMPLES HC/L SAMPLES MG/L 



WEST-CENTRAL 



CENTRAL 



REPORT TYPE 021 

• _-> 

REDUCTION 

7. 



ALVINSTON 


9 


114* 


10 


4.0* 


96 


9 


162 • 


10 


<*.3» 


97 


BLYTH •* 


24 


146 


Zii 


4.7 


96 


24 


175 


24 


1.9 


98 


BRUSSELS Wk 


24 


166 


24 


3.8 


97 


24 


217 


24 


3.7 


98 


DRESDEN 


25 


144 


25 


4.6 


96 


69 


2S6 


46 


8.1 


96 


DURHAM 


20 


118 


20 


6.5 


94 


20 


179 


IB 


10.2 


94 


E. WILLIAMS (AILSA CRAIG) 


24 


102 


24 


S.8 


94 


24 


148 


24 


8.8 


94 


LOB0(KILWORTH HEIGHTS)** 


54 


24 


34 


7.9 


66 


34 


38 


33 


-4.4 


88 


MAIDSTONE (BELLE RIVER) 


64 


80 


59 


6.6 


91 


16S 


105 


163 


11.0 


89 


MILDMAY 


24 


128 


23 


S.2 


9T 


Z^i 


174 


24 


5.8 


*i 


MOORE (COHUNNA) 


23 


119 


23 


7.4 


93 


23 


115 


23 


8.8 


92 


MOORE (COURTRIGHT) 


49 


117 


^9 


11.6 


90 


49 


132 


47 


9.7 


92 


PETROLIA »* 


25 


90 


25 


3.4 


96 


202 


145 


204 


5.0 


96 


PLYMPTON (WYOMING) ** 


25 


143 


2"* 


17.8 


87 


217 


171 


237 


16.2 


90 


THAMESVILLE 


18 


209 


18 


15.8 


92 


18 


145 


18 


18. <i 


87 


WESTMINSTER 


19 


166 


19 


11.6 


9X 


19 


176 


19 


13.7 


92 



HALDIHAND (HAGERSVILLE) 


22 


86 


22 


4.8 


94 


22 


59 


22 


9.1 


84 


NORTH DUMFRIES (AYR) 


9 


127 


9 


3.7 


97 


9 


146 


9 


10.5 


92 


PARIS 


11 


286 


11 


8.6 


96 


11 


203 


11 


9.4 


95 


S DUMFRIES (ST GEORGE) »• 


13 


108 


13 


1.1 


98 


13 


112 


13 


3.6 


96 


WELLESLEY 


30 


123 


50 


5.3 


95 


126 


138 


126 


12.3 


91 


WILMOT (BADEN) 


55 


509 


24 


l'i.2 


97 


55 


245 


24 


10. S 


95 



ALLISTON 


12 


206 


12 


6.2 


96 


12 


277 


12 


11.3 


95 


BOBCAYGEON 


12 


130 


11 


3.0« 


97 


12 


121 


11 


8.4 • 


93 


BRADFORD «» 


14 


199 


14 


2.9 


98 


200 


765 


189 


2.8 


99 


COLDWATER 


11 


109 


12 


6.6 


93 


11 


112 


12 


10.2 


98 


ESS A (ANGUS) 


12 


154 


12 


3.2 


97 


12 


127 


12 


8.0 


93 


MILLBROOK 


12 


77 


12 


3.5 


95 


12 


64 


12 


8.4 


86 


SMITH (WOODLAND ACRES) 


12 


45 


12 


3.5 


92 


12 


46 


12 


6.5 


65 


VICTORIA HARBOUR »» 


13 


58 


24 


2.1 


96 


13 


69 


14 


4.3 


93 


WASAGA BEACH •» 


12 


114 








12 


87 









southeastern 

'barry's bay 
chalk river 
deseronto 

eganville 

14 



22 


221 


21 


5.0 


97 


57 


277 


52 


10.7 


9« 


35 


146 


35 


9.3 


93 


74 


177 


75 


20.8 


•8 


22 


114* 


21 


7.2 • 


93 


23 


216* 


22 


13.9 • 


9S 


24 


139 


24 


4.9 


96 


48 


156 


48 


8.5 


M 



OffTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORINS INFORMATION SYSTEM 
PLANT PERFORMANCE 



<— BIOCHEMICAL OXYGEN DEMAND 
PLANT INFLUENT PLANT EFFLUENT 



>< SUSPENDED SOLIDS 

REDUCTION PLANT INFLUENT PLANT EFFLUENT 



EXTENDED AERATION 
JAN/84-DEC/e't 



NO AVG 

OF BOD 

SAMPLES MG/L 



NO AVG 

OF BOD 

SAMPLES KG/L 



NO AV6 

OF SS CONC 

SAMPLES MG/L 



NO 
OF 
SAMPLES 



AVG 

SS CONC 

MG/L 



REPORT TYPE 021 

> 

REDUCTION 

X 



ERNESTOWN (ODESA) 


12 


'iS 


12 


2.7 


M 


U 


M 


12 


6.0 


87 


HAGARTY S RICHARDS IKILL J 


23 


225 


23 


3.3 


98 


51 


304 


55 


5.9 


98 


L'OHIGNAL 


<t2 


Ti 


<42 


8.2 


as 


58 


101 


58 


8.4 


91 


MARMORA 


19 


113* 


19 


4.6* 


95 


19 


120* 


19 


7.7. 


93 


MERRICKVILLE 


39 


126 


39 


a. 7 


95 


59 


123 


39 


13.9 


88 


PITTSBURG (CANA) 


47 


6S 


'•a 


8.4 


86 


47 


84 


48 


26.8 


68 



NORTHEASTERN 



BLACK R MATHESON(MATH) 


21 


73 


22 


5.9 


91 


21 


93 


22 


7.2 


92 


BLIND RIVER 


13 


94* 


14 


3.2» 


98 


5« 


53 


S9 


4.7 


91 


KAPUSKASING 


34 


120 


32 


3.0 


97 


110 


132. 


108 


6.5 


W 


LATCHFORD 


22 


54 


21 


3.7 


92 


22 


110 


60 


15.9 


85 


MOOSONEE (NORTH) 


13 


43* 


12 


7.4» 


83 


111 


133* 


10 


18. 4« 


86 


SMOOTH ROCK FALLS 


23 


77 


24 


4.0 


94 


23 


63 


40 


6.S 


89 


WICKSTEED (HORNEPAYNE) 


18 


53 


18 


2.3 


95 


18 


86 


18 


3.2 


96 



NORTHWESTERN 

ATIKOKAN 

BALMERTOWN 

EAR FALLS 

GERALDTOM 

IGNACE 

MARATHON 

NAKINA 

PICKLE LAKE 

RED LAKE 

SCHREIBER 



28 


45 


26 


2.4 


94 


f8 


75 


28 


17.0 


76 


28 


97 


28 


4.6 


95 


28 


X5S 


28 


11.6 


91 


25 


62 


25 


1.6 


97 


m 


134 


25 


10.7 


92 


29 


75 


29 


5.4 


92 


38 


124 


34 


8.3 


93 


25 


88 


24 


3.3 


96 


25 


118 


17 


17.5 


85 


22 


88 


23 


3.4 


9« 


57 


11« 


38 


5.8 


95 


23 


67 


29 


2.8 


95 


26 


104 


29 


7.8 


92 


26 


19 


26 


2.3 


88 


26 


32 


26 


6.0 


81 


24 


87 


25 


4.0 


95 


23 


128 


25 


7.5 


94' 


22 


91 


24 


22.6 


75 


22 


128 


24 


18.7 


85 



15 



II 



ONTARIO MINISTRY OF THE ENVIRONHENT 



PROJECT 
JAN/84-DEC/84 

HIGH RATE 

SOUTHWESTEi»l 
HEAFORD 

WEST-CENTRAL 
CAMBRIDGE (HESPELER) 

SOUTHEASTERN 
CARLETON PLACE 



UTILITY HONITORING INFORMATION SYSTEM 
PLANT PERFORMANCE 



< BIOCHEMICAL OXYGEN DEMAND 

PLANT INFLUENT PLANT EFFLUENT 



NO 


AVG 


NO 


Ave 


OF 


BOD 


OF 


BOD 


SAMPLES 


MG/L 


SAMPLES 


MG/L 



27 



48 



26 



77 



90 



48 



25 



46 



25 



10.0 



30.7 



15.5 



REDUCTION 



— X— SUSPENDED SOLIDS 

PLANT INFLUENT PLANT EFFLUENT 



86 



66 



67 



REPORT TYPE 021 



> 

REDUCTION 



NQ AVG 

OF SS CONC 

SAMPLES MG/L 



27 



48 



26 



103 



102 



63 



NO AVG 

OF SS CONC 

SAMPLES MG/L 



25 



46 



25 



8.4 



27.7 



33.1 



n 



n 



Vf 



OXIDATION DITCH 
SOUTHWESTERN 



PAISLEY 
SOUTHAMPTON 


23 

25 


lis* 

82 


23 
24 


4.3* 
4.4 


96 
94 


23 

64 


160* 
73 


23 
23 


5.4* 
5.5 


92 


NEST -CENTRAL 






















GRAND VALLEY 
HALDIMAND ICAYU6A) 
SHELBURNE *» 
HOOLHICH (ST. JACOBS) 


37 
23 
38 
34 


132 

85 

115 

184 


24 
23 
24 
34 


6.8 
2.7 
2.5 
6.9 


94 
96 

97 
96 


70 

23 

73 

162 


158 
125 

198 
171 


73 

23 

68 

160 


12.7 
9.3 
4.8 

27.9 


ft 

92 


CENTRAL 






















FENELON FALLS 

HASTINGS 

NORWOOD 


12 

16 
12 


99 
23 
58 


12 
16 
11 


ie.6 

4.5 
4.0* 


89 
80 
93 


12 
16 
12 


96 
36 
58 


12 
16 
11 


11.9 
9.4 
8.2* 


•7 
7* 
«S 



16 



i? 



OTHER MACRO- NUTR I ENTS 



The arithmetic mean of the monthly values for total phosphorus, and nitrogen as 

free armionia, total kjeldahl, nitrate and nitrite are shown for plant influent and effluent. 

Phosphorus averages marked with a dot (.) are based upon less than twelve months of data. 

Projects marked with a triangle U) are those which have started-up, have switched operating 
mode, or have changed operating authority during 1984. 

Tertiary treatment facilities are highlighted with two asterisks f**). 

Wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 
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ONTARIO HINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/84-DEC/S4 

PRIMARY 

SOUTHWESTERN 

OMEN SOUND 
POINT EDWARD 

WEST-CENTRAL 

NANTICOKE (PORT DOVER) 

SOUTHEASTERN 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P MG/L P 



4.2 
16. 6« 



5.3 



.83 

3. 72 • 



1.17 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER MACRO-NUTRIENTS 



AMMONIA 

INFLUENT EFFLUENT 

MG/L N MG/L N 



17 



9.5 

IS.O 



l-i.B 



TOTAL KJELDAHL N 

INFLUENT EFFLUENT 

MG/L N HG/L N 



2<* 
28 



30 



14.3 
23.1 



22.0 



NITRATE 

INFLUENT EFFLUENT 

HG/L N MG/L N 



REPORT TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N HG/L N 



.10 



.20 



.87 
.36 



.37 



.63 



.17 
.07 



.12 



CORNWALL 


(CORNWALL) 


2.6 


.98 


PETAWAWA 




5.1» 


3.<i6» 


PRESCOTT 


(EDWARDSBURGH) 


4.9 


.87 



NORTHEASTERN 

ESPANOLA 

SAULT STE MARIE 

NORTHWESTERN 

FORT FRANCES 



5.3 
6.2 



3.3 



4.26 
4.60 



2.65 



4.8 



18.8 
17. a 



16 


13.9 


55 


31.0 


24 


18.2 



.55 



.71 



.97 



29 

31 



20 



23.6 
22.1 



17.0 



46.00 



14.20 



If 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER HACRO-NUTRIENTS 



PROJECT 
JAN/8'i-DEC/8'i 

CONVENTIONAL ACTIVATED SLUDGE 

SOUTHWESTERN 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P MG/L P 



AMMONIA 

INFLUENT EFFLUENT 

MG/L N MG/L N 



TOTAL KJELDAHL N 

INFLUENT EFFLUENT 

MG/L N MG/L N 



INGERSOLL (NEW) 




7.6 


.52 


INGERSOLL (OLD) 




7.6 


.68 


ST MARYS 




5.1 


.50 


STEPHEN (HURON PARK) 




3.S 


1.43 


STRATFORD 


Ml 


4.4 


.56 


TILLSONBURG 




5,3 


.40 


TUCKERSHITH (VAN ASTRA) 


5.5* 


1.02 


HALLACEBURG 




4.2 


.66 



2.« 


St 


4.3 


.8 


32 


1.5 


S.7 


U 


5.0 


2.0 


17 


3.1 


9.7 


23 


10.0 


3.5 


31 


S.8 


.1 


SI 


1.1 


11.6 


24 


12.7 



HEST-CENTRAL 



BRANTFORD 




5.0 




.74 




4.7 


22 


9.9 


CAMBRIDGE (GALT) 




5.9 




.89 




9.4 


26 


12. S 


CAMBRIDGE (PRESTON) 




6.7 




.57 




4.1 


45 


12.0 


DELHI 




6.1 




.32 


30 


5.0 


42 


8.9 


DUNNVILLE 




3.6 


1 


.01 




1.8 


24 


5.1 


FERGUS 




6.1 




.64 


27 


1.4 


37 


6.1 


HALDIMAND (CALEDONIA) 




6.9 




.67 




5.3 


34 


9.4 


KITCHENER 




6.9 




.69 




8.3 


38 


10.8 


ORANGEVILLE 


im 


5.2 




.35 


18 


2.2 


26 


3.2 


PALMERSTON 




10.5* 


3 


.77 • 




16.6 


29 


23.6 


SIHCOE 


mi 


6.6 




.79 


11 


1.7 


28 


4.0 


WATERLOO 




6.5 




.98 


15 


4.2 


40 


9.6 


WOOLWICH (ELMIRA ) 




6.1* 


2 


.72 




55.0 


41 


29.1 



CENTRAL 

CAHPBELLFORO 
HISSISSAUGA (CLARKSON) 
MISSISSAUGA (LAKEVIEM) 

SOUTHEASTERN 

BELLEVILLE 
"KINGSTON 
SIDNEY (BAT AHA) 
TRENTON 

NORTHEASTERN 

NORTH SAY 
PARRY SOUND 
ISTURGEON FALLS 



NITRATE 

INFLUENT EFFLUENT 

MG/L N MG/L N 



10.67 

16.90 

4.29 

7.11 

2.89 

10.15 

16.06 

2.57 



1.26 



6.80 



.29 



9.95 
11.70 

13.05 
7.23 



15.0 


1.49 


14 


11.9 


50 


17.4 


3,9 


.86 




1.6 


24 


3.8 


2.9 


.32 


16 


3.1 


20 


6.1 



REPORT TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N MG/L H 



.35 
.69 
.39 
.42 

1.77 
.96 
.01 

1.10 



.81 



.13 



.71 
1.36 

1.44 

.20 



1.6 • 


.69 • 


5 


.1 


IS 


1.4 


1.48 


4.52 


1.05 


.05 


7.9 


,89 


21 


2.6 


33 


4.8 


.09 


14.12 


.16 


.60 


13.9 


.85 


35 


15.9 


78 


20.9 


.26 


2.11 


.14 


1.44 



4.6 


1.01 


11 


8.9 


25 


11.2 


.30 


2.45 


.64 


1.47 


6.3 


.91 


39 


5.9 


68 


4.4 


1.14 


18.32 


.13 


1.68 


1.7 


.85 






19 


1.6 










5.9 


.57 




5.4 


24 


7.7 




2.30 




1.13 



.07 



5.57 



.07 



3.14 



20 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER MACRO-NUTRIENTS 



PROJECT 
JAN/a^-DEC/OI 

MODIFIED ACTIVATED SLUDGE 

SOUTHEASTERN 
HAWKESBURY 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P M6/L P 



AMMONIA TOTAL KJELDAHL N 
INFLUENT EFFLUENT INFLUENT EFFLUENT 
MG/L N KG/L N HG/L N HG/L N 



3.0 



NITRATE 

INFLUENT EFFLUENT 

HG/L N HG/L N 



REPORT TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N MG/L N 



.83 



15 



1.9 



CONTACT STABILIZATION 

CENTRAL 
PORT MCNICQLL ^.S 

SOUTHEASTERN 
FRANKFORD ^.X 

NORTHEASTERN 

I 

HAILEYBURY 
IROQUOIS FALLS 
KIRKLAND LAKE 
. MOOSONEE 

NORTHWESTERN 

i LONGLAC 5 . 3 



.62 



.67 



1.2 



.62 



12 



'i.2 



29 



32 



2.7 



ti.Z 



8.59 



.SB 



A. a 


2.39 


11 


7.5 


2<i 


10.1 


<♦.* 


1.59 


24 


.7 


26 


2.7 


2.8 


.78 




<».5 


21 


6.1 


4.1« 


1.35* 




5.0 


26 


9.0 



23 



6.2 



19.60 



i.se 



.55 4.05 



18.50 



.87 



.44 



21 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/84- DEC/84 

EXTENDED AERATION 

SOUTHWESTERN 

ALVINSTON 

BLYTH mt 

BRUSSELS «* 

DRESDEN 

DURHAM 

E.WILLIAMS (AILSA CRAIG) 

LOBOIKILWORTH HEIGHTS)** 

MAIDSTONE t BELLE RIVER) 

MILDMAY 

HOORE (CORUNNAI 

MOORE (COURTRIGHT) 

PETROLIA ** 

PLYMPTON (WYOMING) *« 

THAMESVILLE 

WESTMINSTER 

WEST-CENTRAL 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P MG/L P 



6.0* 


1.72 


7.6 


.46 


7.6 


.48 


4.4 


.54 


6.4 


.61 


7.3 


.77 


1.6 


.91 


2.7 


.61 


7.3 


.75 


6.3 


.86 


7.5 


1.18 


7.3 


.57 


8.8 


1.04 


9.1 


1.43 


5.5 


.78 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER MACRO-NUTRIENTS 



AMMONIA 

INFLUENT EFFLUENT 

MG/L N MG/L N 



27 
35 

19 

27 

30 

8 



.8 
1.4 
.2 
.2 
.3 
.1 
.6 
4 
,1 
>2 
,2 
.9 
.7 
,9 



1 
1 
5 

1 

1 
3 
2 
16 
6 



8.7 



TOTAL KJELDAHL N 

INFLUENT EFFLUENT 

MG/L N MG/L N 



43 
42 
40 
24 
44 
41 
9 
27 
41 
36 
53 
29 
47 
52 
32 



1. 

2. 

2. 

6. 

2. 

1. 

2. 

4. 

4. 
19.6 

9.5 
10.2 



HALOIMANO (HAGERSVILLE) 


3.5 


.44 




4.0 


24 


4.1 


NORTH DUMFRIES (AYR) 


7.4 


.42 


34 


.2 


48 


1.7 


PARIS 


7.1 


.57 




7.0 


47 


10.1 


S DUMFRIES (ST GEORGE) «* 


6.7» 


.58 


31 


.1 


47 


.8 


NELLESLEY 


5.3 


.87 


19 


.1 


29 


.9 


WILMOT (BADEN) 


12.6 


.97 


20 


.6 


38 


1.7 



NITRATE 

INFLUENT EFFLUENT 

MG/L N HG/L H 



.33 
.20 

.14 
.52 
.50 



65.00 



.08 



23,33 
16.63 
19.14 
14.53 
18.12 
19.81 
.22 

7.67 
26.40 
15.43 
13.77 
15.05 

3.18 
18.60 

2.82 



REPORT TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N MG/L N 



.06 
.01 

■ OS 
.05 

.01 
33.00 



.38 
.15 
.09 
.55 
.30 
.03 
.02 
.03 
.05 
.37 
.75 

1,15 
.14 

1.27 
.45 



24.77 
3.93 



.02 



.07 
.03 



CENTRAL 



ALLISTON 


8.9 


4.83 


19 


1 


.5 


S4 


S.i 


.10 


17.78 


.01 


.12 


BOBCAYGEON 


6.1 


.22 • 


19 


1 




29 


3,6 


.87 


9.25 


.02 


.18 


BRADFORD »* 


8.6 


.77 


43 


S 




39 


4.7 










COLDWATER 


5.0 


3.33 








31 


1.5 










ESSA (ANGUS) 


7.7 


1.38 


37 


19 




53 


23.1 


.09 


2.97 


.83 


.27 


MILLBHOOK 


4.4 


.22* 


6 






24 


1.0 


.23 


10.19 


1.18 


.05 


SMITH (WOODLAND ACRES) 


2.5 


1.63 • 








10 


.8 




12.10 




.05 


'victoria harbour »* 


3.0 


.22 


28 




'.i 


17 


1.3 




15.14 




-11 


NASAGA BEACH »* 


5.9 




26 






34 




.97 




.01 





SOUTHEJ^TEm 

barry's bay 

chalk river 
Ideseronto 
eganville 



10.7 


.69 


5.6* 


3.04 • 


5.9« 


.72 • 


7.6« 


4.10 • 



2.9 



54 

49 
41 



3.1 
8.5 
4.1 

2.7 



3.88 



.22 



22 



ONTARIO MINISTRY OF THE ENVIRONMENT 



EXTENDED AERATION 

JAN/84-DEC/8<i 

ERNESTOWN (ODES A) 

HAGARTY £ RICHARDSlKILLI 

L'ORIGNAL 

MARMORA 

MEHRICKVILLE 

PITTSBURG (CANA) 

NORTHEASTERN 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P KG/L P 



3.0 


.94 


11.0 


1.03 


5.2* 


2.53 • 


5.7 


.75 


6.9» 


.56, 


4.1* 


2. SO, 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER MACRO-NUTRIENTS 



AMMONIA 

INFLUENT EFFLUENT 

MG/L N MG/L N 



.6 



TOTAL KJELDAHL H 

INFLUENT EFFLUENT 

MG/L N MG/L N 



18 


£,S 


S7 


t.» 


SO 


3.2 


31 


2.2 


*9 


t.» 


17 


1.* 



NITRATE 

INFLUENT EFFLUENT 

MG/L N HG/L N 



6.IM 



TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N HG/L N 



.02 



BLACK R MATHESONtMATH) 


4.0 


1.50 


BLIND RIVER 


4.5* 


2.38 


KAPUSKASING 


4.4 


2.18 


LATCHFORD 


3.6 


.81 


HOOSONEE (NORTH) 


2.1* 


.56 


SMOOTH ROCK FALLS 


3.9 


1.53 


WICKSTEED (HORNEPAYNEI 


3.9 


3.04 



19 



.7 


19 


2.0 


.2 


32 


1.3 


4.5 


28 


5.5 


.6 


19 


5.5 


.1 


16 


2.4 


.7 


27 


i.a 




28 


1.7 



1.50 



2.00 



NORTHWESTERN 

ATIKOKAN 

BALHERTOWN 

EAR FALLS 

GERALDTON 

IGNACE 

MARATHON 

NAKINA 

PICKLE LAKE 

RED LAKE 

SCHREIBER 



3.3 


1.03 


is 




.4 


23 


2.4 


1.52 


11.29 


.13 


.12 


5.3 


2.72 








28 


2.0 


6.90 








3.4 


.68 








21 


2.0 










5.0 


1.92 


17 




.6 


26 


2.S 


.78 


7.19 


.08 


.10 


6.1 


1.60 


22 




.5 


35 


3.2 


.64 


14.79 


.07 


.05 


6.8 


2.67 


22 


5 


.2 


37 


6.7 


.58 


6.94 


.07 


.09 


5.3 


.77 


19 




.4 


30 


2.0 


.67 


13.54 


.07 


.05 


1.2 


1.71 


4 




.5 


7 


1.9 


.60 


10.39 


.14 


.06 


3.9 


1.81 


24 






21 


2.7 










5.9 


2.12 


29 


4 


.3 


45 


7.3 


.76 


3.04 


,U 


.29 



23 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/84-DEC/6* 

HIGH RATE 

SOUTHWESTERN 
MEAFORD 

WEST-CENTRAL 
CAMBRIDGE (HESPELER) 

SOUTHEASTERN 
CARLETON PLACE 



UTILITY MONITORING INFORMATION SYSTEM 
OTHER MACRO-NUTRIENTS 



TOTAL PHOSPHORUS 

INFLUENT EFFLUENT 

MG/L P MG/L P 



4.3 



3.6 



2.2 



2.14 



.91 



1.29 



AMMONIA 

INFLUENT EFFLUENT 

MG/L N HG/L N 



11.8 



TOTAL KJELDAHL N 

INFLUENT EFFLUENT 

MG/L N MG/L N 



NITRATE 

INFLUENT EFFLUENT 

MG/L N MG/L N 



REPORT TYPE 022 



NITRITE 

INFLUENT EFFLUENT 

MG/L N MG/L N 



21 



28 



20 



1,7 



15.9 



7.6 



9.06 



.31 



OXIDATION DITCH 

SOUTHWESTERN 

PAISLEY 
SOUTHAMPTON 

WEST-CENTRAL 

GRAND VALLEY 
HALDIMAND (CAYUGA) 
SHELBURNE *« 

WOOLWICH (ST. JACOBS) 

CENTRAL 

FENELON FALLS 

HASTINGS 

NORWOOD 



6.4 
4.3 



.57 
2.S4 



7.5 


.63 


6.0 


.47 


8.3 


.59 


4.0 


.78 



4.7 


.86 


1.5 


.58 


3.2 


.80* 



.1 

.1 



48 



19 



Z9 
21 



1.2 



6.3 


59 


8.9 


.2 


40 


1.2 


.6 


37 


S.5 


3.1 


26 


4^4 



5.48 



16.05 
16.84 



8.49 
14.23 



.2 


27 


1.9 


.7 


9 


2.7 


.1 


20 


1.5 



.08 14.68 



,05 



.19 

.05 



2.09 
.46 

.35 



24 



25 



AERATION PERFORMANCE 



The following table display aeration performance infonnation. The arithmetic mean of the 
monthly values for the flow, BOD and SS concentrations entering the aeration section are 
provided. Also, the yearly mean of the MLSS concentrations and F/M ratios are given. 

The wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 
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OHTARIO MINISTRY OF THE ENVIROWtEHT 



UTILITY MONITORING INFORMATION SYSTEM 
AERATION PERFORMANCE 



REPORT TYPE 024 



PROJECT 
JAN/84-DEC/84 

CONVENTIONAL ACTIVATED SLUDGE 

SOUTHWESTERN 



AERATION INFLUENT 
VOLUME BOD SS 
AV6 1000M3 MG/L MG/L 



INGERSOLL 


(NEW] 


5.284 


INGERSOLL 


(OLD) 


1.405 


ST MARYS 




3.866 


STEPHEN (HURON PARK) 


1.316 


STRATFORD 




22.150 


TILLSONBURG 


5.304 


TUCKERSHITH (VAN AST 


.779 


WALLACEBURG 


5.479 


WEST-CENTRAL 




BRANTFORD 




54 . 058 


BHANTFORD 


1 




BRANTFORD 


2 




CAMBRIDGE 


(SALT) 


31.519 


CAMBRIDGE 


(PRESTON) 


8.013 


DELHI 




1.973 


DUNNVILLE 




4.596 


FERGUS 




3.737 


HA LD I HAND 


(CALEDONIA 


2.230 


KITCHENER 




68.562 


KITCHENER 


(AER.l) 




KITCHENER 


(AER.2) 




ORANGEVILLE 


7.338 


PALMERSTON 


1.492 


SIHCOE 




9.279 



SIHCOE (AER.A) 
SIHCOE (AER.B) 
WATERLOO 

WATERLOO (AER.l) 
WATERLOO (AER.2) 
WOOLWICH (ELMIRA ) 

CENTRAL 



41.600 



4.124 



74 
110 
118 
61 
82 
75 
58 
68 



134 

97 
107 
208 

86 
284 
109 

83 

172 
172 
110 
236 

300 

179 

129 

122 
150 



CAMPBELLFORD 7.128 

HISSISSAUGA (CLARKSO 75.290 
HISSISSAUGA (LAKEVIE 198.761 

SOUTHEASTERN 



77 
142 
91 
59 
86 
85 
45 
69 



115 
67 
93 

138 
79 

192 
94 
82 

79 

80 

121 

564 

152 

147 

97 
82 

142 



MLSS 
CONC . 
MG/L 



4743 
2976 
2030 
1151 
2070 
2137 
3404 
1667 



2540 
2725 
1039 
1455 
2438 
1937 
2300 
999 

1420 
2294 
2962 
1219 

3237 

3066 

2253 
2686 
2909 



F/M 
RATIO 



34 


23 


1718 


95 


88 


2203 


245 


183 


2995 



BELLEVILLE 


46.165 


88 


50 


2291 


KINGSTON 


15.574 








KINGSTON (AER.B) 




127 


53 


2567 



.1 

.1 

.3 
.2 
.3 
.1 
.1 
.3 



.3 
.2 
.6 

.5 
.2 
.5 
.2 
.2 

.4 
.3 
.1 
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ONTARIO MINISTRY OF THE ENVIRONHENT 



PROJECT 


AV6 1000H3 


HG/L 


JAN/84-DEC/84 






KINGSTON (AER.C) 
SIDNEY (eATAWA) 
TRENTON 


1.14S 
10.827 


149 

22 

106 


NORTHEASTERN 






NORTH BAY 
PARRY SOUND 
STURGEON FALLS 


32.558 
3.364 
6.767 


115 
58 
54 



AERATION INFLUENT 
VOLUME BOO SS 
H6/L 



117 
20 
74 



234 
74 
44 



UTILITY MONITORING INFORMATION SYSTEM 
AERATION PERFORMANCE 



REPORT TYPE 024 



MLSS 

CONC. 

MG/L 



5114 
1978 
1950 



2223 
4327 
1599 



F/M 
RATIO 



.2 
.2 



.4 
.3 
.2 



II 



28 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/84-0EC/a4 

MODIFIED ACTIVATED SLUDGE 

SOUTHEASTERN 
HAWKESBURY 9.972 



AERATION INFLUENT 
VOLUME BOD SS 
AVG 1000M3 HG/L KG/L 



UTILITY MONITORING INFORMATION SYSTEM 
AERATION PERFORMANCE 



REPORT TYPE 024 



HLSS 

CONC. 

MG/L 



RATIO 



52 



75 



4612 



.1 



CONTACT STABILIZATION 
CENTRAL 
PORT HCNICOLL 1.044 

SOUTHEASTERN 



81 



ise 



2804 



FRANKFOW) 




1.360 


113 


IIB 


3&93 


NORTHEASTERN 












HAILEYBURY 




1.435 


73 


89 


1894 


IROQUOIS FALLS 




3.335 








IROQUOIS FALLS 


lAER. 




65 


9» 


2413 


IR09UOIS FALLS 


(AER. 




65 


9« 


2430 


KIRK LAND LAKE 




11.257 


73 


90 


3140 


KOOSONEE 




.591 


92 


tti 


3494 


NORTHWESTERN 













.3 



.1 



.1 



LONGLAC 

LONGLAC (AER. A} 
LONGLAC (AER.B) 



2.024 



79 
97 



23S 
229 



5927 
8423 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
AERATION PERFORMANCE 



REPORT TYPE 02*4 



PROJECT 



AERATim INFLUENT 
VOLUME BOD SS 
AVG 1000M3 MG/L MG/L 



MLSS 

CONC. 

HG/L 



F/M 
RATIO 



JAN/M-DEC/M 






EXTENDED AERATION 






SOUTHMESTERN 






ALVINSTON 


.lis 


103 


BLYTH 


.272 


146 


BRUSSELS 


.S6e 


166 


DRESDEN 


2.147 




DRESDEN (AER.l) 




145 


DRESDEN (AER. 2) 




145 


DURHAM 


.75« 


119 


E. WILLIAMS (AILSA CR 


.3S41 


103 


L080(KILWORTH HEIGHT 


.059 




MAIDSTONE (BELLE RIV 


5.004 


80 


MILDMAY 


.320 


128 


HOORE (CORUNNA) 


1.426 


106 


MOORE (COURTRIGHT) 


.612 


118 


PETROLIA 


1.478 


91 


PLYMPTON (WYOMING) 


.386 


144 


THAMESVILLE 


.178 


209 


WESTMINSTER 


1.521 


166 


WEST-CENTRAL 






HALSINAND (HAG. AER.l 




86 


HALDIMAMD (HAG.AER.2 




86 


HALDIMAND (HAGERSVIL 


1.392 




NORTH DUMFRIES (AYR) 


.432 


127 


PARIS 


2.240 


289 


S DUMFRIES (ST GEORGE 


.388 


119 


WELLESLEY 


.464 


124 


HILMOT (BADEN) 


.576 


510 


CENTRAL 






ALLISTON 


2.766 


206 


B0BCAY6EON 


.757 


131 


BRADFORD 


3.352 


204 


"COLDWATER 


.478 


109 


ESSA (ANGUS) 


.496 


164 


HILLBROOK 


.847 


77 


SMITH (WOODLAND ACRE 


.300 


46 


VICTORIA HARBOUR 


.411 


58 


WASAGA BEACH 


.754 


114 


' SOUTHEASTERN 






BARRY'S BAY 


.4«« 


516 



159 


1696 


175 


5047 


218 


5310 


256 


12578 


256 


11891 


179 


6293 


148 


11036 


106 


S745 


174 


5380 


111 


2405 


133 


3565 


146 


6399 


172 


6370 


149 


5302 


ISO 


5450 


69 


2529 


60 


3308 


142 


43 


203 


1117 


118 


34 


138 


7005 


245 


6025 


277 


3090 


1508 


2545 


765 


5828 


108 


2933 


129 


3256 


65 


1974 


46 


2937 


69 


3313 


79 


2772 



.2 
.3 



286 



2876 
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ONTARIO MINISTRY OF THE ENVIROKHENT 



EXTENDED AERATION 
jAN/'8'*-DEC/e4 



AERATION INFLUENT 
VOLUME BOO SS 
AVG 1 DOOMS M6/L MG/L 



UTILITy MONITORINS INFORMATION SYSTEM 
AERATION PERFORMANCE 



REPORT TYPE 02* 



MLSS 

CONC. 

fffi/L 



F/M 
RATIO 



CHALK RIVER 


.436 


147 


t7« 


6029 


DESERONTO 


.799 


116 


ns 


5536 


EGANVILLE 


• 5*2 


140 


156 


3699 


ERNESTOWN lODESAl 


1.254 


43 


62 


4663 


HAGARTY S RICHARDS (K 


.ZTi 


231 


sa 


2966 


L-ORIGNAL 


.631 


74 


ua. 


3275 


MARKORA 


.845 


113 


121 


5493 


MERRICKVILLE 


.355 


126 


124 


4016 


PITTSBURG (CANA) 


.091 


64 


85 


3134 


NORTHEASTERN 










BLACK R MATHESONtMAT 


.745 


73 


»7 


4553 


BLIND RIVER 


2.628 


95 


5« 


5630 


KAPUSKASING 


5.208 


120 


133 


9418 


LATCHFORD 


.435 


54 


111 


4442 


MOOSONEE (NORTH) 


.265 


47 


111 


4578 


SMOOTH ROCK FALLS 


1.808 


77 


M 


2841 


WICKSTEED (HORNEPAYN 


.769 


54 


t6 


4762 


NORTHWESTERN 










ATIKOKAN 


4.191 








ATIKOKAN (AER.l) 




46 


74 


697S 


ATIKOKAN (AER.2) 




46 


74 


6857 


BALMERTOWN 


.895 


97 


133 


4113 


EAR FALLS 


1.220 


63 


tss 


3487 


GERALDTON 


2.192 


76 


123 


5331 


IGNACE 


i.eS8 








IGNACE (AER.Al 




75 


U« 


7835 


IGNACE (AER.B) 




89 


119 


4926 


MARATHON 


1.375 








MARATHON CAER.A) 




9S 


12S 


5511 


MARATHON CAER.B) 




90 


117 


5505 


NAKINA 


.518 


68 


101 


7354 


PICKLE LAKE 


.556 


20 


32 


3233 


RED LAKE 


1.926 








RED LAKE (AER.l) 




87 


12a 


3073 


RED LAKE (AER.2) 




88 


334 


2679 


SCHREI8ER 


.681 


92 


129 


3353 



.1 
.1 



ni 



.1 

.3 

.1 
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SLUDGE DIGESTION 



In this table, the percentage of total solids and/or volatile solids found in the raw sludge, 
primary digester, secondary digester and in the hauled sludge are displayed. Also, the 
volumes for the raw sludge, hauled liquid or dewatered sludge and the supernatant are 
provided. 

The wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 
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ONTARIO HINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/S-i-DEC/S^ 

PRIMARY 

SOUTHWESTERN 

OWEN SOUND 
POINT EDWARD 

HEST-CENTRAL 

NANTICOKE (PORT DOVER) 

SOUTHEASTERN 

CORNWALL (CORNWALL) 

PETAWAWA 

PRESCOTT (EDWARDSBURGH) 

NORTHEASTERN 

ESPANOLA 

SAULT STE MARIE 

NORTHWESTERN 

FORT FRANCES 



UTILITY MONITORING INFORMATION SYSTEM 
SLUDGE DIGESTION 



< RAW SLUDGE > <- PRIMARY DIGESTER -> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO DIG SOLIDS SOLIDS SOLIDS SOLIDS REDN 

TOT MS z '/. y. a /. 



49812.0 


4.65 


3967.1 




'tlt/.O 


S.08 



688.0 



2318.4 



2.92 



16.36 



2.05 



3.20 



17.94 



<-SEC DIGESTER-> 
TOTAL VOLATILE 
SOLIDS SOLIDS 

X y. 



SUPERNAT 
VOLUME 

M3 AVG 



13492.4 


4.46 


2.84 


2.46 


1,25 


50.83 


2510.5 


S.4S 


2.84 


4.12 


4.12 


99.93 



5.34 



2.38 



44.6 



REPORT TYPE 025 



<--SLUDGE HAULED-> 
LI()UID + DEWATEREO 
VOLUME T.S. 
H3 v. 



826.5 



4595 . 1 



3.35 


1.69 


50.42 


4.04 


1.93 


47.8 


38049.0 


1.12 


.72 


64.13 


,08 


.05 


62.5 




4.58 












221.0 



2.54 



14.18 



136.0 
D 7033.0 



486.5 



4.9 



4.0 



12.3 
19.7 



Dewatered Sludge 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
SLUDGE DIGESTION 



R£PORT TYPE 025 



PROJECT 
JAN/B-i-DEC/S^ 



< RAW SLUDGE > <~ PRIMARY DIGESTER -> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO Die SOLIDS SOLIDS SOLIDS SOLIDS REON 

TOT HS '/, y. '/. 7. Y. 



<-SEC DIGESTER-> SUPERNAT <— SLUDGE HAULED-> 

TOTAL VOLATILE VOLUME LIQUID ♦ DEWATERED 

SOLIDS SOLIDS VOLUME T.S. 

V. /(MS AVE H3 V. 



CONVENTIONAL ACTIVATED SLUDGE 
SOUTHWESTERN 



INGERSOLL 


13B53.4 


5.07 


2.64 


5.04 


Z.43 


48.29 


5.53 


3.80 


68.6 


5615.6 


8.1 


ST MARYS 


6695.6 


3.38 


2.53 


2.37 


1.66 


70.04 








5181.6 


2.3 


STEPHEN (HURON PARK) 


1376.0 


3.43 


2.07 


3.14 


1.67 


53.34 








423.4 


2.6 


STRATFORD Wt 


19692.9 


4.69 


3.02 








S.96 


2.07 


52.3 


14081.5 


4.3 


TILLSONBURG 


11737.7 


3.46 


2.10 


2.30 


1.16 


50.67 


4.09 


2.02 


49.4 


5298.5 


3.7 


TUCKERSMITH (VAN ASTRA) 


328.5 


4.00 


Z.23 


5.04 


2.47 


49.02 








109.0 




MALLACEBURG 


13118.7 


3.69 


2.16 


2.62 


1.27 


48.44 


3.34 


1.56 


46.7 


1141.0 


21.1 



WEST-CENTRAL 



BRANTFORO 




94584.6 


4.22 


3.10 










3.74 


2.30 


61.5 


67804.4 


CAMBRIDGE (GALT) 




46021.3 


5.00 


3.65 








50.30 


2.44 


1.33 


54.5 


41339.6 


CAMBRIDGE t PRESTON) 




22186.0 


5.40 


4.40 


2.30 


1 


.40 


60.87 


2.16 


1.30 


60.0 


21138.0 


DELHI 




5477.7 




















4745.0 


DUNMVILLE 
























2827.5 


FERGUS 




3640.7 


5.87 


3.78 


4.46 














3405.3 


HALDIMANO (CALEDONIA) 
























3550.2 


KITCHENER 




241329.0 


3.47 


2.51 


2.56 


1 


.44 


56.20 


2.95 


1.65 


56.1 


134756.5 


ORANGEVILLE 


** 


32579.4 


4.19 


2.81 


1.81 




.99 


54,59 


2.97 


1.52 


51.2 


18921.0 


PALMERSTON 
























218.5 


SIHCOE 


** 


47424.4 


2.13 


1.18 


3.19 








3.02 


1.39 


45.8 


24474.5 


WATERLOO 




80547.8 


3.91 


2.60 


2.72 


1 


.57 


57.97 


3.16 


1.86 


58.7 


66703.3 


WOOLWICH (ELMIRA ) 
























4000.5 



CENTRAL 

CAMPBELLFORO 
MISSISSAUGA (CLARKSON) 
MISSISSAUGA (LAKEVIEH) 

SOUTHEASTERN 

BELLEVILLE 
"KINGSTON 
SIDNEY (BAT AHA) 
TRENTON 

NORTHEASTERN 

NORTH BAY 
PARRY SOUND 
'STURGEON FALLS 



3.7 
2.4 
2.1 

3.1 
4.3 

2.9 
2.3 
3.3 
3.0 
3.0 
5.4 



2982.5 


3.06 


1.85 


5.63 


2.39 


42.47 








84B.5 


6.2 


86500.0 


4.99 


5.30 


3.89 


2.57 


66.26 


3.64 


1.93 


53.1 


D 41886 . 9 


3.6 


353202 . 


4.40 


16.55 


5.12 


3.70 


72.28 


2.40 


1.34 


55,9 


D 86001 . C 


2.3 



96120.0 


4.50 


2.98 


1.93 


1.93 


1D0.06 


4.41 


2.36 


53.9 


21000.0 


4.4 


32758.5 


3.02 


2.16 


2.37 


1.41 


59.59 


3.75 


2.15 


57.4 


12684.6 


3.7 


500.1 


















66.01 




30965.0 


3.61 


2.52 


2.39 


1.41 


59.11 


3.42 


1.81 


52.9 


18013. 0( 


3.5 



S5329.3 


4.18 


3.02 








3.54 


2.33 


65.7 


D 7229.8 


16.3 


1698.4 


5.82 


4.48 


3.12 


2.19 


70.17 


1.16 


.82 


70.3 


831.6 


9.3 


5739.5 


4.13 


1.89 


3.59 


1.28 


35.62 








3248.7 


3.6 
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Dewater«d Sludga 



ONTARIO MINISTRV Of THE ENVIRONMENT 



UTILITY HONITORING INFORMATICM SYSTEM 
SLUDGE DIGESTION 



PROJECT 



< RAW SLUD6E > <- PRIMARY DIGESTER -> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO DIG SOLIDS SOLIDS SOLIDS SOLIDS REDN 

TOT M3 z Y. y. y. y. 



JAN/S^'DEC/SA 

MODIFIED ACTIVATED SLUD6E 

SOUTHEASTERN 
HAWKESBURY 1<>«05.D 



<-SEC DIGESTER-> 
TOTAL VOLATILE 
SOLIDS SOLIDS 

y. y. 



REPORT TYPE 025 



SUPERNAT <— SLUDGE HAULEO-> 
VOLUME LIQUID + DENATEREO 

VOLUME T.S. 
M3 AVG H3 y. 



2.71 



.78 



28.96 



M64.5 



CONTACT STABILIZATION 



CENTRAL 
PORT HCNICOLL 

SOUTHEASTERN 
FRANKFORO 

NORTHEASTERN 

HAILEYBURY 
IROQUOIS FALLS 
IROQUOIS FALLS (AER.A) 
IROQUOIS FALLS (AER.B) 
KIRKLAND LAKE 
MOOSONEE 

NORTHWESTERN 

LONGLAC 

LONGLAC (AER.A) 
LONGLAC (AER.B) 



ses.o 



249.0 

725.3 

961.7 

5198.9 



5569.2 
3183.0 
2386.2 



2.28 



.38 



1.72 



1.59 
1.55 
1.07 

•SO 



973.8 



1204.0 



454.5 
1677.6 



D 9212.7 
63.5 



1845.4 
618.1 
700.1 



3.5 



.8 
1.7 



4.5 



D - Dewatered sludge 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY HONITORING INFORMATION SYSTEM 
SLUDGE DIGESTION 



PROJECT 
JAN/a'i-DEC/S* 

EXTENDED AERATION 

SOUTHWESTERN 



c RAH SLUDGE > <- PRIMARY DIGESTER ~> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO DIG SOLIDS SOLIDS SOLIDS SOLIDS REDN 

TOT K3 / /. /. /. V, 






BLYTH 

BRUSSELS 

DRESDEN 

DURHAM 

E. WILLIAMS (AILSA CRAIG) 

MAIDSTONE (BELLE RIVER) 

MILDMAY 

HOORE (CORUNNAI 

MOORE (COURTRIGHT) 

THAMESVILLE 

WESTMINSTER 

WEST-CENTRAL 

HALDIHAND (HAGERSVILLE) 

NORTH DUMFRIES (AYR) 

PARIS 

S DUMFRIES (ST GEORGE) ** 

WELLES LEY 

HILMOT (BAOEN) 





1.32 


1298,'* 


1.15 


1019.5 


1.03 


7989.1 


.95 


219.8 


l.<t2 



.80 



.43 



3.84 



1.90 



<-SEC DIGESTER-> 
TOTAL VOLATILE 
SOLIDS SOLIDS 
'/. v. 



REPORT TYPE 025 



SUPERNAT <— SLUDGE HAULED-> 
VOLUME LIWID + DEWATERED 

VOLUME T.S. 
M3 AVG H3 •/. 





2.72 


1.58 


58.14 




3.03 


1.75 


57.71 


50 


6.03 


2.05 


34.00 


65 


4.03 


2.17 


53.83 


57 


1.91 


1.06 


56.51 


64 


1.90 


1.21 


63.42 


85 


3.32 


2.13 


64.27 



49.56 



432.0 


S.t 


301.0 


3.7 




«.4 


386.9 


*,« 


235.0 


2.5 


7022 . 1 


2.2 


426.5 


S.3 


3754.2 


£.2 


970.4 


2^2 


613.0 


3. a 


382.0 





2870.5 



1.S6 



3053.2 




1115.2 




6612.0 




435.2 




480.4 


5.3 


2466 . 2 


3.* 



CENTRAL 




ALLISTON 




BOBCAYGEON 




BRADFORD 


Wt 


COLDWATER 




ESSA (ANGUS) 




MULBROOK 




VICTORIA HARBOUR 


Wk 


HASAGA BEACH 


*» 



1.29 



.66 



1.56 



.99 



63.24 



5150.7 


S.fr 


1436.5 


3.2 


9414 . 


2.« 


575.9 


£.2 


1196.8 


2.7 


1623.4 


2.3 


68.3 


««2 


1278.6 


2.1 



southeastern 

barry's bay 
chalk river 
deseronto 
eganville 
ernestown (odes a) 
hag arty £ richards (kill) 
"Imarmora 
merrickville 



2>«t 



756.0 


3.» 


470.0 


2.9 


296.0 


S.« 


633.7 




81.8 


2.6 


210.0 


3.7 


545.3 


2.6 



832.0. 
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ONTARIO HINISTRY OF THE ENVIROHMENT 



UTILITY HONITORING INFORMATION SYSTEM 
SLUDGE DIGESTION 



PROJECT 
JAN/84- DEC/ e^i 

EXTENDED AERATION 

NORTHEASTEIW 

BLACK R HATHESONCHATH) 
BLIND RIVER 
KAPUSKASING 
MOOSONEE (NORTH) 
WICKSTEED (HORNEPAYNE) 

NORTHWESTERN 

ATIKOKAN 

BALMERTOWN 

EAR FALLS 

GERALDTON 

IGNACE 

MARATHON 

NAKINA 

PICKLE LAKE 

RED LAKE 

SCHREIBER 



< itAH SLUDGE > <- PRIMARY DIGESTER -> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO DIG SOLIDS SOLIDS SOLIDS SOLIDS REDN 

TOT M3 Z /• •/. 7. y. 



<-SEC DIGESTER-> SUPERNAT 

TOTAL VOLATILE VOLUME 
SOLIDS SOLIDS 

•/. •/. Va AVG 



REPORT TYPE B2S 



<— SLUDGE HAULED-> 
LIQUID + DEWATERED 
VOLUME T.S. 

M3 y. 



298.2 
5913.9 



6163.9 

1713.* 

55893 . 



W70.0 



7046.0 



1.6S 



.97 



l.*5 

.48 

1.95 



1.5S 
1.39 



.97 



62.60 



1.11 



74.6 



.49 



73.14 



267.4 
394.4 

2942.3 

18.2 

360.0 



2407 . 
950.6 
1481.3 
2209.4 
2213.0 
1437.4 
1136.2 
117.5 
2026.2 
1361.1 



1.2 

2.7 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 
JAN/8'i-DEC/8<t 

HISH RATE 

SOUTHWESTERN 
MEAFORD 

WEST-CE?frRAL 
CAMBRIDGE (HESPELER) 

SOUTHEASTERN 
CARLETON PLACE 



UTILITY MONITORING INFORMATION SYSTEM 
SLUDGE DIGESTION 



REPORT TYPE 025 



< RAN SLUDGE > <- PRIMARY DIGESTER -> 

VOLUME TOTAL VOLATILE TOTAL VOLATILE VS 

TO DIG SOLIDS SOLIDS SOLIDS SOLIDS REDN 

TOT M3 Z •/. AY. ■/, 



<-SEC DIGESTER-> SUPERNAT <— SLUDGE HAULED-> 

TOTAL VOLATILE VOLUME LIQUID ♦ DEWATERED 

SOLIDS SOLIDS VOLUME T.S. 

y. X M3 AVG M3 y. 



2<il*5.2 .^^ .3S 2.72 1.63 60.08 



2527.0 



131698 . 9 



1291.0 



4.7 



OXIDATION DITCH 

SOUTHWESTERN 

PAISLEY 
SOUTHAMPTON 

WEST-CENTRAL 

GRAND VALLEY 
HALDIMAND (CAYUGA) 
SHELBURNE •* 

WOOLWICH (ST. JACOBS) 

CENTRAL 

FENELON FALLS 

HASTINGS 

NORWOOD 



317.2 


2.72 


1.45 


4.80 


2.43 


50.75 


2684 . 8 


1.28 


.76 


1.84 


1.29 


70.29 



3026.0 
4362.4 



l.U 
2.«7 



.62 
1.31 



54.61 
49.01 



195.4 
1326.7 



1554.6 
163.7 
391.7 



1.7 



1248.0 


i.l 


824.6 




1604.7 


2.5 


3019.6 


3.9 
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HAULED SLUDGE CHARACTERISTICS 



The arithmetic mean of the monthly values for the hauled sludge characteristics are shown in 
this table. These characteristics include heavy metal, phosphorus and nitrogen as free 
ammonia, total kjeldahl, nitrite and nitrate concentrations. 

The wastewater treatment plants are grouped together by Ministry Regions under treatment 
categories such as Primary, Conventional Secondary, etc. 
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ONTARIO MINISTRY OF THE ENVIROtOIENT 



PROJECT 

JAN/S'i-DEC/a* 

PfilHARY 

SOUTHWESTEim 
POINT EDWARD 

WEST-CENTRAL 
NANTICOKE (PORT DOVER) 

SOUTHEASTERN 

CORNWALL (CORNWALL) 

PETAWAWA 

PRESCOTT (EDWARDSBURGH) 

NORTHEASTERN 

ESPANOLA 



22. S6 



128.73 



UTILITY HONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 



REPORT TYPE 027 



ZINC 


COPPER 


NICKEL 


LEAD 


CAOMIUH 


TOTAL P. 


IRON 


NITRITES 


NITRATES 


COBALT 


MG/L 


N6/L 


HG/L 


HG/L 


NG/L 


MS/L 


MG/L 


H6/L 


MS/L 


HG/L 



20.15 .46 3,91 



21.16 


15.41 


.65 


6.15 


2.95 


1.12 


.15 


A6 


97.50 


93.50 


2.12 


23.56 



165.83 



12.50 



36.00 



£2 



.12 2601 



. 15 1515 
.02 170 
,40 1719 



.75 5S33 



1.00 



.M 



.26 



1.25 


10.58 


.19 


1.00 


10.00 


.10 


1.11 


12.90 


.29 



.67 



PROJECT 

JAN/84~DEC/84 

PRIMARY 

SOUTHWESTERN 
POINT EDWARD 

WEST-CENTRAL 
NANTICOKE (PORT DOVER) 

SOUTHEASTERN 

CORNWALL (CORNWALL) 

PETAWAWA 

PRESCOTT (EDWARDSBURGH) 

NORTHEASTERN 

ESPANOLA 



MERCURY MOLYBDENUM ARSENIC 
MG/L MG/L MG/L 



PH 



.26 



.35 



.24 


.23 


.30 


.03 


.75 


.79 



6.57 



.M 



.27 



CHROMIUM ALUMINIUM AMMONIA 
MG/L MG/L m/L 



T. KJELDL ALKALINITY POTASSIUM 
MG/L MG/L 



3.41 



3.96 

.17 

14.99 



6.74 



345 



496 



ZOO 



23a 



2562 

459 

1746 



900 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 

JAN/8^-DEC/8'i 

CONVENTIONAL ACTIVATED SLUDGE 
SOUTHWESTERN 



ZINC 
MG/L 



COPPER 
MG/L 



NICKEL 
MG/L 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 
LEAD 



REPORT TYPE 027 



CADMIUM 


TOTAL P. 


IRON 


NITRITES 


NITRATES 


COBALT 


MG/L 


MG/L 


MG/L 


MG/L 


MG/L 


MG/L 



INCERSOLL 




405.00 


SO. 66 


24.33 


11.66 


.24 


1826 


ST MARYS 




37.00 


32.00 


.65 


2.60 


.08 


B20 


STEPHEN (HURON PARK) 




28.00 


22.00 


1.40 


4.70 


.39 


760 


STRATFORD 


JH* 


72.25 


71,33 


11.88 


7.41 


.36 


1376 



.12 



WEST-CENTRAL 

BRANTFORD 

CAMBRIDGE (GALT) 

CAMBRIDGE (PRESTON) 

DELHI 

DUNNVILLE 

FERGUS 

HALDIHAND (CALEDONIA) 

KITCHENER 

ORANGEVILLE ** 

PALMERSTON 

SIMCOE ** 

WATERLOO 

l«)OLWICH (ELHIRA ) 

CENTRAL 

CAMPBELLFORD 
MISSISSAUGA (CLARKSON) 
MISSISSAUGA (LAKEVIEH) 

SOUTHEASTERN 

BELLEVILLE 
KINGSTON 
SIDNEY (BATAtgA) 

NORTHEASTERN 



66.33 


48.33 


5.01 


20.76 


43.81 


34.36 


1.40 


4.95 


36.27 


14.27 


.59 


7.41 


21.30 


29.77 


.45 


4.00 


25.90 


17.32 


1.08 


106.50 


246.58 


100.75 


.88 


4.45 


23.40 


28.80 


.62 


3.09 


108.76 


34.65 


20.69 


10.51 


21.74 


12.89 


2.09 


4.22 


25.38 


25.03 


.48 


6.32 


99.83 


23.16 


.89 


20.40 


31.00 


44.50 


2.14 


11.49 


151,25 


31.62 


13.63 


10.07 



.43 


1.53 


.10 


.20 


.10 


.20 


.25 


.21 



.46 


1227 


2.20 


931 


3.33 


776 


.13 


1240 


.28 


902 


.17 


119S 


.14 


968 


.16 


1045 


.08 


1525 


.14 


478 


,23 


864 


.18 


1043 


.20 


1316 



1.67 





.15 




.14 




.16 


1.82 


.60 


.35 


.51 


1.47 


.18 


.30 


.14 




.27 


1.42 


.12 


.18 


.42 




.17 




1.00 


6.56 


.91 



35,50 


32.00 


1.12 


26.50 


.20 


1739 


47.95 


25.20 


1.72 


45.25 


.90 


2596 


570.00 


380.00 


125.00 


105.00 


6.00 


1546 



.35 



.31 



34.08 


86.41 


2.23 


32.75 


.30 


1423 


27.16 


23.83 


.58 


7.93 


.22 


1755 


20.36 


55.83 


.79 


3.36 


.11 





«99 

.84 
5.75 



2.35 


11.33 


.69 


1.40 


13.16 


.15 


1.56 


28.33 


.11 



NORTH BAY 
STURGEOK FALLS 



30.00 


48.50 


2.60 


9.12 


.20 


1227 


27.57 


70.85 


4.37 


8.82 


.18 


1496 



1.50 



.48 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 



PROJECT 



MERCURY MOLYBDENUM ARSENIC 
MG/t M6/L H6/L 



JAN/W-DEC/8* 

CONVENTIONAL ACTIVATED SLUD6E 

SOUTHWESTERN 

INGERSOLL 

ST MARYS 

STEPHEN (HURON PARK) 

STRATFORD «« 

WEST-CENTRAL 

BRANTFOR0 

CAMBRIDGE (GALT) 

CAMBRIDGE (PRESTON) 

DELHI 

DUNNVILLE 

FERGUS 

HALDIKAND (CALEDONIA) 

KITCHENER 

ORANGEVILLE *» 

PALMERSTON 

SIKCOE W 

WATERLOO 

WOOLWICH (ELMIRA ) 

CENTRAL 

CAMPBELLFORD 
MISSISSAUGA (CLARKSON) 
MISSISSAUGA (LMCEVIEW) 

SOUTHEASTERN 

BELLEVILLE 
KINGSTON 
SIDNEY (BATAMA) 

NORTHEASTERN 

"NORTH BAY 
STURGEON FALLS 



PH 



CHROMIUM ALUMINIUM AMMONIA 
MG/L MG/L MG/L 



REPORT TYPE 627 



T. KJELDL ALKALINITY POTASSIUM 
MG/L MG/L 



6.63 


5.72 


7.28 


87.33 


♦S7 


2037 


.30 


.06 


7.50 


l.SO 


795 




.30 


.08 


7.50 


1.70 


4«2 




.72 


.20 


7.41 


6.76 


6M 




.32 


.21 


7.03 


18.01 


434 


452 


.30 


.17 




18.81 


9iO 




.31 


.11 




19.54 


1141 




.28 


.14 




3.03 


104 




.33 


7.05 




4.62 


464 




.28 


.26 


7.60 


2.37 


1110 




.28 


.15 




1.48 


94 


21 


.32 


.19 




75.01 


975 




.24 


.18 


7.03 


2.97 


44a 




.18 


.16 




1.33 


75 




.33 


.14 


7.47 


16.67 


sa« 




.28 


.20 


7.10 


23.50 


7T* 


2350 


.3^ 


.46 




18.86 


«19 




.26 


.24 


7.27 


4.35 


^e 


500 


.69 


.40 


7.71 


30.41 


1066 


2787 


4.15 


1.88 


7.82 


315.00 


242 


8000 


.41 


.31 


7.00 


16.40 


sas 


1941 


.35 


.13 




7.80 


U7 


2475 


.36 


.06 




8.24 


IM 


1081 


.30 


4.01 




6.45 


511 


W» 


.49 


.24 


7.20 


4.21 


591 





2222 
3080 
2035 
3405 



2651 



2974 



43 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM REPORT TYPE 027 

HAULED SLUDGE CHARACTERISTICS 

PROJECT ZINC COPPER NICKEL LEAD CADMIUM TOTAL P. IRON NITRITES NITRATES COBALT 

MG/L MG/L MG/L MG/L MG/L MG/L MG/L MG/L MG/L 

JAN/S4-DEC/84 

MODIFIED ACTIVATED SLUDGE 

SOUTHEASTERN 
HAWKESBURY 19.66 13.56 .41 12.76 .51 120? 1.15 25.00 .18 



PROJECT MERCURY MOLYBDENUM ARSENIC PH CKRDMIUM ALUMINIUM AMMONIA T. KJELDL ALKALINITY POTASSIUM 

HG/L MG/L N6/L H6/L MG/L HG/L MG/L MG/L 

JAN/84-DEC/84 

MODIFIED ACTIVATES SLUDGE 

SOUTHEASTERN 
HAMKESBURY .tS .12 21.70 1.61 95 1525 



t'Tt 



ONTARIO HINISTRY OF THE ENVIRONMENT 



PROJECT 

JAN/84-DEC/84 

CONTACT STABILIZATION 

CENTRAL 
PORT MCNICOLL 

NORTHEASTERN 

IROQUOIS FALLS 
KIRKLAND LAKE 



ZINC 
NS/L 



19.03 



COPPER 
HG/L 



28.66 



NICKEL 
MG/L 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 
LEAD 



REPORT TYPE 027 



.54 



CADMIUM 


TOTAL P. 


IRON 


NITRITES 


NITRATES 


COBALT 


MG/L 


MG/L 


MG/L 


MG/L 


MG/L 


MG/L 



3.06 



.10 



5*1 



8.15 


11.26 


.38 


1.95 


.12 


559 


6,ttb 


13.63 


.25 


2.53 


.10 


<«53 



.20 
72.55 



.S« 



3.50 

80.97 



.16 



.13 
.20 



PROJECT 



MERCURY MOLYBDENUM ARSENIC 
MG/L MG/L MG/L 



PH 



CHROMIUM ALUMINIUM AMMONIA 
MG/L MG/L MG/L 



T. KJELDL ALKALINITY POTASSIUM 
HG/L MG/L 



JAN/S'i-DEC/S'i 

CONTACT STABILIZATION 

CENTRAL 
PORT MCNICOLL 

NORTHEASTERN 

IROQUOIS FALLS 
KIRKLAND LAKE 



.26 



.30 
.23 



.11 



.04 
.10 



1.93 



.91 
••7 



293 



43 



45 

900 



45 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 

JAN/84-DEC/84 

E)aENDED AERATION 

SOUTHWESTERN 

DRESDEN 

DURHAM 

E. WILLIAMS (AILSA CRAIG) 

MAIDSTONE (BELLE RIVER) 

MILDMAY 

MOORE ICORUNNA) 

MOORE (COURTRIGHT) 

THAHESVILLE 

WEST-CEffTRAL 



ZINC 
MG/L 



COPPER 
MG/L 



23.50 


5 


32 


48.50 


38 


00 


12.96 


8 


23 


17.33 


IS 


83 


37.66 


29 


33 


16.24 


11 


22 


14. « 


9 


84 


33.ee 


15 


00 



NICKEL 
MG/L 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 
LEAD 



REPORT TYPE 027 



.90 


2.63 


.90 


13.15 


.25 


1.16 


.62 


1.86 


.63 


4.13 


.49 


2.95 


.52 


2.80 


.76 


6.50 



CADMIUM 
MG/L 



TOTAL P. 
MG/L 



IRON NITRITES 
MG/L MG/L 



08 


739 


26 




04 




07 


852 


12 


2050 


13 




35 




12 


1440 



96.60 



HALDIHAND (HA6ERSVILLC) 


13.85 


12.95 


.74 


2.15 


.18 


761 


NORTH DIMFRIES (AYR) 


13.20 


9.88 


.78 


2.42 


.12 


934 


PARIS 


24.08 


17,60 


.57 


2.76 


.08 


617 


S DUMFRIES (ST GEORGE 1 «Hf 


35.33 


13.88 


.46 


3.51 


.13 


1127 


WELLESLEY 


39.66 


28.44 


.55 


3.58 


.12 


1692 


WILMOT (BADEN) 


6.76 


4.70 


.17 


.76 


.03 


756 



.10 



NITRATES COBALT 
MG/L MG/L 



72.60 


.53 




.35 




.10 


93.82 


.15 


115.10 


.09 




.13 




.84 


.10 


.10 



v67 


.28 


.12 


.41 


.41 


.86 


.15 


.25 


.12 


.51 


33.16 


.16 



CENTRAL 

ALLISTON 

BRADFORD 

COLDWATER 

ESSA (ANGUS) 

MILLBROOK 

VICTORIA HARBOUR 

WASAGA BEACH 



«« 



21.14 


16.14 


5.94 


5.45 


.10 


377 


14.00 


13.46 


.55 


3.86 


.09 


1086 


20.93 


20.78 


.67 


3.11 


.10 


489 


41.00 


23.20 


.47 


6.28 


.13 


1265 


20.78 


8.14 


.26 


1.38 


.31 


472 


59.75 


35.50 


.92 


5.15 


.15 


2102 


23.70 


25.60 


.40 


2.S9 


.09 


473 



.10 



.la 


.22 


•n 


.22 


.62 


.14 


.24 


.16 


.15 


.12 


15.20 


.93 


.52 


.18 



SOUTHEASTERN 

CHALK RIVER 
DESERONTO 
ERNESTOWN (ODES A) 
MARMORA 

NORTHEASTERN 



4.70 


10.58 


.27 


2.28 


.04 


506 


15.25 


13.50 


.34 


2.87 


.04 


1186 


29.00 


31.00 


1.00 


3.80 


.14 


1146 


15.84 


18.20 


.38 


1.92 


.11 


936 



2.77 


11.50 


.17 


2.00 


28.28 


.54 


1.33 


13.33 


.20 


1.80 


30.00 


.19 



BLACK R MATHESON(NATH) 


17.26 


27.33 


.4B 


5.20 


.14 


467 


BLIND RIVER 












287 


SMOOTH ROCK FALLS 


4.92 


4.35 


.23 


.95 


.03 


189 



.28 


.18 


40.00 




37.39 


.09 



46 



ONTARIO MINISTRY OF THE ENVIRONMENT 



UTItlTY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 



PROJECT 



REPORT TYPE 027 



MERCURY MOLYBDENUM ARSENIC 
MG/L MG/L MG/L 



PH 



CHROMIUM ALUMINIUM AMMONIA 
MG/L MG/L MG/L 



T. KJELDL ALKALINITY 
MG/L MG/L 



POTASSIUM 



JAN/84-DEC/84 

EXTENDED AERATION 



SOUTHWESTERN 

DRESDEN 

DURHAM 

E.MILLIAHS (AILSA CRAIG) 

MAIDSTONE (BELLE RIVER) 

MILDMAY 

MOORE (CORUNNAI 

MOORE (COURTRIGHT) 

THAMESVILLE 

WEST-CENTRAL 

HALDIMAND (HAGERSVILLE) 

NORTH DUMFRIES (AYR) 

PARIS 

S DUMFRIES (ST GEORGE) «» 

WELLESLEY 

WILHOT (BADEN) 

CENTRAL 



ALLISTON 

BRADFORD 

COLDWATER 

ESSA (ANGUS) 

MILLBROOK 

VICTORIA HARBOUR 

MASAGA BEACH 



«» 



IHC 



31 


.45 


34 


.17 


21 


.06 


22 


.22 


22 


.15 


23 


.22 


39 


.23 


30 


.13 



27 


.11 


24 


.20 


27 


.11 


28 


.17 


26 


.60 


26 


.06 



35 


.Od 


27 


.19 


37 


.08 


16 


.14 


20 


.14 


16 


.32 


22 


.09 



7.50 



6.70 



.41 
.17 
.14 
.50 
,83 
.81 
.17 



Z.IO 



65 
94 
03 
26 
83 
75 



12.28 
1.02 
1.28 
1.70 
4.19 
3.77 
.81 



16 






179 



124 
152 
179 

30 
180 

Si. 



116 
5S 
W 

2e« 

85 

13 
137 



5« 



USO 



1400 956 



SOUTHEASTERN 

CHALK RIVER 
DESERONTO 
ERNESTOWN (ODESA) 
MARMORA 

NORTHEASTERN 

BLACK R MATHESONIMATH) 
BLIND RIVER 
SMOOTH ROCK FALLS 



20 


.05 


22 


.50 


30 


.14 


30 


.15 



.30 
.21 



.11 
.03 



6.35 



.68 
1.97 
1.10 
1.04 



.74 



142 


1660 


9S 


1388 


S21 


1750 


94 


1354 



33 
27 



28 

2 



47 
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ONTARIO MINISTRY OF THE ENVIROfmENT 



PROJECT 

JAN/8*i-DEC/8'i 

OXIDATION DITCH 

SOUTHWESTERN 

PAISLEY 
SOUTHAMPTON 

WEST-CENTRAL 

GRAND VALLEY 
HALOIHAND (CAYUGA) 
SHELBURNE ** 

WOOLWICH (ST. JACOBS) 

CENTRAL 

FENELON FALLS 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 



REPORT TYPE 027 



ZINC 
MG/L 



COPPER 
KG/L 



NICKEL 
MG/L 



LEAD 



CADMIUM 
HG/L 



TOTAL P. 
MG/L 



IRON NITRITES 
MG/L MG/L 



NITRATES COBALT 
MG/L HG/L 



38.00 


32.62 


.M 


7.27 


.12 


1704 


21.65 


21. ao 


.*7 


e.67 


.18 


2*7 



.17 
7.40 



.16 
.26 



10.84 


6.12 


.18 


1.04 


.03 


426 


14.50 


9.57 


.40 


3.10 


.13 


844 


14.40 


8.65 


.32 


3.28 


.05 


1066 


12.15 


16.05 


.33 


1.68 


.06 


1057 



.29 


.09 


.13 


t.80 


6.55 


.16 




6.82 


.19 




.61 


.14 



14. DO 



25.50 



.31 



2.60 



.09 



605 



.25 



.11 



48 



ONTARIO MINISTRY OF THE ENVIRONMENT 



PROJECT 

JAN/8<i-DEC/84 

HISN RATE 

SOUTHMESTERN 
MEAFORO 

WEST-CENTRAL 
CAMBRIDGE IHESPELER) 



ZINC 
HG/L 



«7.50 



126.42 



COPPER 
MG/L 



44.50 



36.07 



NICKEL 
MG/L 



UTILITY MONITORING INFORMATION SYSTEM 
HAULED SLUDGE CHARACTERISTICS 
LEAD 



REPORT TYPE 027 



2.37 



30.00 



CADMIUM 
MG/L 



TOTAL P. 
MG/L 



IRON NITRITES NITRATES COBALT 
MG/L MG/L MG/L MG/L 



8.32 



3.47 



.13 



.30 



695 



630 



1.50 



7.00 



6.90 



.20 



.24 



.18 



PROJECT 

JAN/84-DEC/84 

HIGH RATE 

SOUTHWESTERN 
MEAFORD 

WEST-CENTRAL 
CAMBRIDGE (HESPELER) 



MERCURY MOLYBDENUM ARSENIC 
MG/L MG/L MG/L 



PH 



.16 



.21 



.15 



.27 



CHROHIUn ALUMINIUM AttttONIA 
MG/L MG/L MG/L 



r. KJELDL ALKALINITY POTASSIUM 
MG/L HG/L 



7.20 



1.75 



41.35 



17 



169 



59 



I 



49 



OPERATION - DATA LAGOONS 



The annual flow and average daily influent flow are shown on the following table. 



The BOD, SS, total phosphorus and total kjeldahl nitrogen concentrations are for the lagoon 
influent and effluent. 

When there are less than twelve months of data available for total flow, a dot (.) is used. 

Projects marked with a triangle (^ are those which have started-up, have switched operating 
mode, or have changed operating authority during 1984. 

Waste stabilization ponds are grouped by Ministry Regions under treatment categories such as 
Conventional Lagoon Annual Discharge, Exfiltration Lagoon, etc. 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
OPERATION-DATA LAGOONS 



REPORT TYPE 028 



PROJECT 
JAN/ei-DEC/a** 

CONVENTIONAL LAGOON CONTINUOUS 



SOUTHWESTERN 

CHESLEY 
MIARTON 
WIN6HAH 

NORTHEASTERN 

BLACK R KATHESON(RAMORE) 
BLACK R MATHESON(VAL GAG 
EN'GLEHART 
NEW LISKEARD 



- FLOW -> 


AVG < 

LOG 

KG BOO NO 


INFLUENT 


> 


<-— AERATION CELL 


> 


<— EFFLUENT 


TOTAL AVG 


BOD SUSP TOTAL 


TKN 


NO BOD SUSP 


DISS 


NO BOD SUSP TOT TKN 


1000 DAY 


/HA/ OF 


P 




OF SOL 


0(2) 


OF SOL P 


MS leOOMS 


DAY SAMP 


MG/L MG/L HG/L 


MG/L 


SAMP MG/L MG/L 


MG/L 


SAMP MG/L MG/L MG/L MG/L 



335.1 


.886 


7 


10 


54.4* 97.8* 


3.1« 22.7 


761.5 


2.085 


21 


13 


60.7 101.9 


2.9 12.3 


902.2 


2.'t76 


26 


11 


125.1* 106. 5« 


5.5* 27.9 



51.3 


.139 


11 


24 


126.0 


150.7 


6.7 


37.4 


8.5 


.070 


4 


21 


110.5 


118.8 


5.7 


38.2 


627.6 


1,716 


11 


27 


51.5 


69.2 


3.1 


19.2 



1442.4 3.947 



14 



20 



93. 5« 105.3* 4.7« 26.2 



17 2.7 6.9 .7 3.1 

16 16.2* 49.2 .7* 6.4 
11 17.1* 17.4*2.2. 9.1 



11 18.3* 24. 0*3. 5* 13.0 

12 16.7* 13.0»2,3» 9.2 
27 13.9 14.2 2.0 7.9 
27 18.8* 39.7* 2.6* 8.4 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



FLOH 



UTILITY MONITORING INFORMATION SYSTEM 
OPERATION-DATA LAGOONS 
INFLUENT — > <— AERATION CELL 

BOD SUSP TOTAL TKN NO BOD 



REPORT TYPE 028 



PROJECT 
JAN/a4-DEC/8<i 



Ave <— 

LOG 

TOTAL AVG KG BOD NO BOD SUSP TOTAL TKN NO BOD SUSP DISS 

1000 DAY /HA/ OF P OF SOL 0(2) 

M3 1000M3 DAY SAMP MG/L MG/L MG/L «G/L SAMP HG/L MG/L MG/L 



CONVENTIONAL LAGOON SEASONAL 
SOUTHWESTERN 



ANDERDON (EDGEWATER) 
ARRAN ITARA) 
AYLMER 
BELMONT 
BLENHEIM 

DOVER (MITCHELL'S BAY) 
DUNDALK 
BUTTON 

EAST ZOHRA (TAVISTOCK) 
ENNISKILLEN (OIL CITY) 
ESSEX (N.E. ) 
ESSEX (S.W.) 
EXETER 
FOREST 
GLENCOE 

GOSFIEL0 N. (COTTAM) 
HARROW 
LUCAN 
MARKDALE 

MCGILLIVRAY (PARKHILL) 
MITCHELL 

NORMANBY (NEUSTADT) 
NORWICH 
PORT STANLEY 
RIDGETOWN 
RODNEY 

SARNIA (BRIGHT 'S GROVE) 
SEAFORTH 

S0M8RA (PORT LAMB TON) 
SOMBRA (PORT SOMBRA) 
STEPHEN (GRAND BEND) 
TILBURY N (STONEY POINT) 
"TILBURY WEST (COMBER) 
WATFORD 
WEST LORNE 
ZURICH 

WEST-CENTRAL 



86.9 


.237 


3 


11 


136.4. 56.3 


9.1 


32.2 


67.3 


.184 


11 


12 


188.8 283.9 


8.3 


58.9 


1636.4 


4.496 


21 


12 


137.3 118.9 


5.7 


30.0 


113.6 


.311 


6 


11 


116.2 133.9 


6.3 


34.7 








16 


157.0 175.9 


7.6 


41.8 


48.6 


.132 


3 


10 


91. 2 • 185.0 


5.3 


30.9 


296,9 


.814 


5 


12 


38.4 41.5 


2.3 


20.0 


149.4 


.408 


13 


10 


133.5* 160.7 « 


7.9. 


57.9 


300.1 


.823 


22 


23 


347.8 215.2 


12.3 


34.0 


25.3 


.066 


6 


26 


184.1 147.9 


9.6 


38.1 


421.7 


1.152 


8 


11 


65 . 7 « 164 . 9 • 


3.5. 


23.0 


331.2 


.90S 


9 


12 


145.3 150.6 


8.1 


41.5 




2. 846* 




IS 


91. 8*139. 4» 


9-2* 


31.6 


334.4 


.911 


9 


9 


160.1 •174.8* 


7.3» 


49.7 


235.0 


.643 


9 


10 


166.9*111.6* 


7.6. 


42.9 


100.2 


.273 


3 


12 


76.8 89.3 


5.7 


43.8 


404.7 


1.106 


11 


22 


178.3 259.8 


6.7 


47.1 


293.5 


.806 


14 


13 


70.6* 80.7* 


4.6, 


40.8 








11 


129.0*245.1 * 


7.9. 


33.0 


190.7 


.521 


9 


12 


226,1 326.8 


9.5 


49.2 


848.7 


2.330 


31 


19 


366.9*238.9 * 


9.8 * 


34.4 


40.5 


.110 


3 


24 


153.9 194.8 


9.0 


55.7 


291.1 


.797 


11 


12 


170.9 237.4 


7.7 


36.6 


313.4 


.860 


5 


11 


102.0 •100. 5 , 


4.7 • 


22.7 


358.3 


.986 


9 


11 


146.2 •178.9 . 


7.8 • 


47.8 


152.2 


.414 


15 


12 


234.9 350.0 . 


9.5 


61.7 


342.5 


.999 




14 


97.1 * 93.9 « 


6.2 • 


22.1 


557.2 


1.529 


12 


11 


91.9*178.6 . 


5.8 * 


25,6 


146.8 


.403 


5 


25 


124.7 173.4 


7.3 


38.5 


71,7 


.196 


3 


19 


130.3 152.1 


7,1 


41.7 


239.7 


.656 


2 


12 


85.3 72.2 


4.4 


29.1 


273.7 


.749 




12 


48.1 46.4 


2.8 


21.3 


96.9 


.265 


7 


13 


136.8 177.8 


7.7 


52.4 


176.3 


.482 


5 


23 


128.8 93.3 


7.0 


33.9 


198.5 


.542 


7 


12 


103.7 104.8 


5.5 


37.5 


167.4 


.458 


11 


10 


127.6* 173.6 * 


6.2* 


34.0 



EFFLUENT 



NO BOD SUSP 
OF SOL 
SAMP MG/L MG/L 



TOT TKN 

P 
MG/L MG/L 



10 


1.7 


3.1 


.1 


.9 


14 


2.0 


3.1 


.1 


2.8 


48 


19.8 


37.7 


1.5 


9.7 


14 


8.0 


13.1 


.5 


4.2 


11 


13.5 


43.9 


.6 


6.2 


1 


2.5 


7.0 


.1 


1.0 


15 


10.5 


14.4 


.9 


5.2 


10 


21.4 


88.3 


1.0 


12.1 


12 


27.8 


19.8 


.9 


14.0 


16 


5.8 


5.6 


.1 


1.5 


11 


4.3 


S.3 


.8 


2.1 


5 


18.9 


55.3 


2.5 


10.3 


4 


25. 3 


74.0 


2.9 


13.0 


2 


24.2 


43.5 


1.6 


8.8 


9 


5.9 


10.7 


.2 


1.8 


14 


8.1 


22.0 


.5 


3.7 


6 


15.5 


21.8 


1.4 


13.7 


io 


13.2 


26.2 


.9 


9.6 


5 


14.1 


40.9 


1.3 


4.2 


13 


14.9 


35.8 


.6 


10.0 


7 


2.4 


3.4 


.2 


1.3 


13 


14.3 


S7.0 


.7 


5.5 


21 


12.7 


23.1 


.7 


4.1 


9 


29.1 


91.4 


.8 


9.4 


9 


40.1 


187.6 


2.6 


21.0 


1 


4.0 


45.3 


1.5 


2.0 


20 


9.7 


13.5 


.4 


7.4 


3 


2.6 


5.6 


.6 


1.3 


3 


6.7 


42.3 


.4 


2.3 


20 


8.5 


14.5 


.7 


2.5 


7 


3.8 


10.5 


.5 


4.3 


12 


9.7 


87.6 


.4 


6.1 


4 


11.7 


26.8 


1,4 


7.5 



ARTHUR 


378 


4 


1.035 


13 


HARRISTON 


622 


3 


1.708 


33 


NANTICOKE 


65 


9 


.180 




NANTICOKE (JARVIS) 


339 


e 


.926 


23 


NORFOLK (PORT ROWAN) 


99 


6 


.272 





9 148.4* 138.0* 4.5* 28.6 

16 218.8*1333.2*11.4* 25.3 

8 15.6 23.0 1.9* 2.4 

13 121.0 155.8 6.6 41.6 



2 


13.0 


21.6 


1.2 


11.1 


2 


23.1 


26.6 


6.5 


12.2 


4 


1.5 


2.5 


.2 


2.2 


16 


16.7 


31.0 


.5 


8.5 


6 


7.0 


5.9 


.6 
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ONTARIO MINISTRY OF THE ENVIRONHENT 



PROJECT 
CONVENTIONAL LAGOON SEASONAL 



UTILITY MONITORING INFORMATION SYSTEM 

OPERATION-DATA LAGOONS 

<- FLOW -> AVG <— INFLUENT > <— AERATION CELL 

LOG 

TOTAL AVG KG BOD NO BOD SUSP TOTAL TKN NO BOD SUSP 
1000 DAY /HA/ OF P OF SQL 

M3 1000M5 DAY SAMP MG/L MG/L HG/L MG/L SAMP MG/L MG/L 



> < 



REPORT TYPE 028 



EFFLUENT 



DISS NO BOD SUSP TOT TKN 

0(2) OF SOL P 

MG/L SAMP MG/L HG/L MG/L MG/L 



CENTRAL 

HAVE LOCK 

SOUTHEASTERN 

ALFRED 

CASSELHAN 

CHESTERVILLE 

ERNESTOWN ( AMHERSTVIEWI 

GOULBOURN (RICHMOND) 

LANCASTER 

MADOC 

PLANTAGENET 

STIRLING 

TWEED 

VANKLEEK HILL 

WESTPORT 

WINCHESTER 

NORTHEASTERN 

ASSIGINACK(MANITOWANING) 
BRUCE MINES 
BURKS FALLS 
CALDWELL (VERNER) 
CASIMIR J. A. (ST CHARLES) 
COSBY M.M.(NOELVILLE) 
GORE BAY 

HAILEYBURY (N. COB ALT) 
LITTLE CURRENT 
HOONBEAH 

NORTH HIMSWORTH (CALL) 
POWASSAN 

RATTER a DUNNET (WARREN) 
■SHACKLETON S MACHIN 
SUNDRIDGE 
TEMAGAMI 
THESSALON 
WEBBWOOD 



255.0 



.696 14 12 156.2 150.0 6.0 



192. 

245. 

247. 

953, 

623. 

157, 

273. 

182. 

318. 

586. 

316. 

113.8 

395.8 



.526 
.671 
.693 

Z.615 

1.705 
.430 
.749 
.544» 
.867 

1.614 
.867 
.310 

1.100 



12 

3 

3 

17 

13 

8 

7 

9 

93 

10 

6 

15 

25 



23 

10 
13 



393 

67 
50 



17 122 

24 113 

12 116 

19 110 

20 114 
8 545 



7 
22 
18 



78 

79 

152 



14 151 



.4 642 
.4* 38 
.9, 73 
.7, 149 
.7 200 
.7 138 
.5 146 
.9» 277 
.7, 397 
.0, 99 
.8 111 
.8* 186 
,2* 184 



.8 

.9* 

.!• 

.0* 

.6 

.8 

.3 

.6* 



8.7* 
5.6* 
.5« 
.9* 

.2* 

u 

.6« 

.3. 
.!• 

Zm 

.7» 



4. 

6 

6. 

6. 

5. 

7, 
7*16. 
3» S. 
3 4. 
Zm 11. 5« 
3* 16.2* 



42.7 



45.1 
29.4 

21.9 
31.8 
34.1 
41.6 
35.1 
33.1 
57.9 
28.4 
30.1 
41.6 
30.5 



10.5 15.5 



94.1 


.258 


6 


21 


66.2 77.0 


3.4 




23.5 


125.5 


.343 


7 


19 


70.5 59.3 


4.6 




32.9 


112.8 


.308 


3 


18 


80.7 82.5 


5.3 




33.5 


195.9 


.536 


10 


24 


102.5 134.2 


3.7 




22.4 


94.5 


.390 


8 


14 


133.3 129.3 


11.1 




5.7 


88.0 


.240 


3 


19 


104. 8« 175.8* 


6.3 


• 


39.4 


154.8 


.450 


8 


9 


123.4»212,4« 


4.0 


• 


17.2 


163.1 


.450 


20 


22 


183.4 97,0 


4.6 




22.4 


250.1 


.685 


3 


10 


44.3* 54.3 • 


2.4 


• 


12.3 


159.2 


.435 


9 


6 


154.4»169.5 • 


5.0 


* 


19.2 


231.5 


.627 


11 


19 


99.2, 89. 8« 


4.6 


* 


31.1 




1.069 • 


7 


17 


61 . 53 . 1 


2.4 




17.1 


97.3 


.265 


3 


21 


86.8 116.3 


5.6 




23.6 


173.4 


.474 


15 


10 


103. 2*141. 9* 


3.9 


• 


18.3 


270.8 


.740 


5 


22 


50.7 50,9 


3.0 




14.9 


43.4 


.118 


6 


7 


120.0* 114.6* 


7.0 


* 


47.7 


423.6 


1.157 


6 


17 


70.8, 55.3 


4.1 




27.9 


31.0 


.091 


5 


24 


204.3 112.0 


13.0 




68.5 



5 


8.1 


19,6 


1.1 


2.2 


5 


10.1 


20.5 


.9 


2.4 


5 


9.3 


22.0 


4.4 


7.0 


11 


30.9 


60.4 


4.0 


8.8 


21 


13.2 


19,4 


1.3 


4.7 


12 


25.0 


53.5 


3.0 


10.5 


11 


9.6 


22.5 


.6 


4.1 


8 


8.3 


13,3 


.5 


2.1 


1 


12.0 


37.0 


1.8 


6.0 


6 


8.2 


12.3 


.6 


2.9 


3 


16.0 


19.0 


4.2 


2.0 


15 


16.1 


27.2 


1.1 


8.6 


5 


20.4 


36.2 


6.4 


8.0 



17 


12.8 


38.2 


1.7 


5.2 


6 


17.5 


19.9 


2.2 


10.0 


10 


8.3 


11.7 


2.3 


4.3 


29 


12.9 


20.3 


1.0 


9.6 


3 


12.9 


17.8 


.8 


2.2 


9 


7.5 


12.3 


.8 


2.2 


2 


6.8 


31.8 


1.5 


3.5 


3 


23.4 


12.4 


3.0 


4.6 


7 


7.9 


9.4 


2.4 


2.6 




11.1 


21,0 


1.5 




7 


6.7 


7.3 


.4 


3.0 


4 


9.2 


10.0 


.6 


2.1 


5 


3.2 


15.7 


.3 


1.1 


2 


6.4 


8.6 


.4 




25 


2,5 


12.4 


.3 


1.8 


2 


14.3 


26.6 


1.0 




3 


12.2 


31.9 


3.4 


6.5 



NORTHWESTERN 

IaTWOOD (RAINY RIVER) 
EMO 



285.0 
170.4 



.779 
.465 



25 
16 



78.3 
76.9 



112.0 
141.0 



4.9 
5.7 



26.7 
36.1 



16 


2.9 


4.9 


1.6 


5.3 


8 


14.0 


31.9 


1.6 


11.2 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



UTILITY MONITORING INFORMATION SYSTEM 
OPERATION-DATA LAGOONS 



REPORT TYPE 028 



INFLUENT 



— > <_— AERATION CELL 



PROJECT 



<- FLOW -> AVG <- — 
LDG 
TOTAL AVG KG BOD NO BOD SUSP TOTAL TKN NO BOD SUSP 
1000 DAY /HA/ OF P OF SOL 

H3 1000M3 DAY SAMP H6/L MG/L MS/L HG/L SAMP HG/L M6/L 



> < 



JAN/8't-DEC/84 

CONVENTIONAL LAGOON ANNUAL 
SOUTHWESTERN 



HENSALL 


196.0 


.536 


4 


12 


117. <t 


201.4 


7.1 


49.8 


HOORE (BRIGDEN) 


53.6 


.149 


5 


22 


246.8 


434.2 


12.3 


71.8 


OIL SPRINGS 


62.9 


.171 


4 


26 


139.5 


148.3' 


8.5 


32.9 


RALEIGH TILBURY E(MERLIN 


70.9 


.193 


3 


12 


199.9 


214.3 


7.7 


49.7 


THEDFORD 


90.6 


.2^7 




12 


124.6 


118.5 


6.4 


39.4 



WEST-CENTRAL 
DUNNVILLE (OSMEGO PARK) 
SOUTHEASTERN 



RUSSELL 


96.8 


.264 


3 


10 


ST. ISIDORE DE PRESCOTT 


95.7 


.262 


2 


9 



49.4 .135 21 11 235.8 244.7 13.8 59.2 



177. 4*126. 5* 9.0* 61.3 
138.3a 143.4* 6.7* 44.6 



DISS NO BOD 

0(2) OF 

HG/L SAMP MG/L 



EFFLUENT 

SUSP 

SOL 

MG/L 



TOT TKN 

P 
MG/L MG/L 



7 8.2 57.0 1.6 

2 12.6 17.0 2.0 

6 15.3 58.5 .4 

4 1.3 4.1 .2 

5 8.9 28.2 1.2 



6.4 11.5 



2.7 
3.6 
6.1 
1.7 
2.8 



4.8 



3 


15.0 


76.5 


1.3 


4.3 


3 


8.3 


31.5 


1.8 


2.4 



EXFILTRATION LAGOON 

CENTRAL 
BEETON 

NORTHEASTERN 
HATTAWA 

NORTHWESTERN 
BEARONORE 



308.6 .842 24 12 169.2 209.9 6.8 41.8 



400.2 1.090 9 12 57.6* 49.3* 3.3* 32.0 



84.7 .231 10 18 102.6 140.6 6.0 27.4 



1 1.9 13.0 .3 1.3 



I 
I 
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ONTARIO MINISTRY OF THE ENVIRONMENT 



FLOW -> 



PROJECT 
JAN/8'i-DEC/8'i 

LAGOON AND SPRAY 

SOUTHWESTERN 
ANDERDON (MCGREGOR) 

CENTRAL 
OHEMEE 

SOUTHEASTERN 
LEEDS £ LANSDOWNE 



< 



AVG 

LOG 
TOTAL AVG KG BOD NO 
1000 DAY /HA/ OF 
M3 1000M3 DAY 



120.6 



.328 



90.2 ,270. 



44.6 



.121 



UTILITY MONITORING INFORMATION SYSTEM 

OPERATION-DATA LAGOONS 

INFLUENT — > <— AERATION CELL 

BOD SUSP TOTAL TKN NO BOD 
P OF 

SAMP MG/L MG/L 



REPORT TYPE 026 



NO BOD SUSP 
P OF SOL 

MG/L KG/L SAMP MG/L MG/L 



25 



94.9 114.5 6.1 43.7 



B 203. 1« 184.2 «10.1« 67.7 
16 152.2. 96.5. 9.1. 61.1 



> < 



EFFLUENT 



DISS 
0(2) 
MG/L 



BOD 



NO 
OF 
SAMP MG/L 



SUSP 

SOL 

HG/L 



TOT TKN 

P 
MS/L MB/L 



17 



3.0 



3.Z 



11.5 16.5 1.9 



2.6 



3.5 



AERATED CELL PLUS LAGOON 

SOUTHWESTERN 

BLANDFORD-BLENHEIM(PLAT» 151.1 

KINCARDINE 1029.6 

LISTOWEL 1954.6 

THORNBURY 570.7 

WEST-CENTRAL 



.412 


8 


12 


141.8 183.7 


4.4 


36.2 


17 


66.3 


48. Z 




7 


12.7 


2.820 


26 


10 


126.4* 1S0.4* 


6.1. 


30.4 


9 


37.1 


34.4 


4.3 


10 


11.5. 


5.355 


56 


23 


298.3 301.5 


3.7 


22.7 


23 


55.1 


125.7 


3.5 


23 


13.2 


1.563 


57 


13 


357.8 159.3 


3.2 


15.9 


12 


43.8 


48.1 


7.9 


26 


16.3 



NANTICOKE (HATERFORD) 
WILMOT (NEW HAMBURG) »* 

SOUTHEASTERN 



388 
561 



1.061 
1.536 



ALEXANDRIA 

ALMONTE 

ROCKLAND 

NORTHEASTERN 

HEARST 



16 
16 



Zl 94.1 106.7 
24 126. Z 173.4 



5.9 
6.9 



37.8 Zl 
42.6 18 



1983.6 5.429 41 

867.0 2.385 21 

707.1 1.947 SZ 



32 131.2 108.9 3.2» 28. Z Z5 

23 163.0 235.9 6.7» 34.1 

30 133.4 340.2 7.5. 30.8 25 



811.5 2.215 11 18 115.8 106.6. 5.8. 28.7 



31.3 
38.8 



40.0 
42.3 



30.4 42.3 



36.3 32.4 



17.2 17.2 



5.6 



14.5 



21 

7 



16.1 
3.3 



20.1 .6 10.3 
9.2.3.3. 13.1 

13.2 .7 11.0 
21.1 1.6 4.8 



22.9 
5.1 



16.0 23.2 2.3 



9.1 
12.0 



25 


Z1.5 


24.5 


1.8 


9.4 


16 


11.0 


18.3 


1.5 


8.3 


29 


12.2 


9.9 


2.4 


4.5 



7.3 
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OPERATING COST SUMMARY - MECHANICAL PLANTS 



S6 



The unit operating costs for mechanical sewage treatment plants are shown for the 
Total Treated Volume as $ per 1000 m"^. For the BOD and SS removal, they are shown as 
i per kilogram. 

Flow figures marked with a dot (•) are prorated Total Volumes for the year. 

BOD and SS averages accompanied with a dot (•) are based on less than twelve months of data, 

Projects marked with a triangle (a) are those which have started-up during 1984. 



I 
I 



OPERATING rnsT SUMMARY 

MECHANICAL PLANTS 

1984 



PROJECT 


TOTAL TREATED VOLUME 


TOTAL OPERATING COST 


UNIT OPERATING COSTS 










1000 nP 


dollars 


$/1000 m3 


</kg ROD rem. 


^/kg SS rem. 


PfilHARr TREATMENT 












Rpgion T - Southwest 












Owen Sound 


7,206. fi 


417,609 


57 


86 


54 


Pntnt Edward 


668.8 


109.387 


164 


156. 


41. 


Region 7 - West Central 












Nanticoke (Port Dover) 


1,212.9 


156.956 


129 


137 


67 


Reqinn 4 - Southeast 






: 


i 




Cnrnwal 1 


17,5fil.O 


791,152 


45 


113 


52 


Pptawawa 


1,35!;. 5 


212,075 


152 


302 


262 


Prescott 


1.625.4 


153,227 


94 


214 


76 


Reqion 5 - Northeast 












Espanola 


1,011.1 


66,460 


66 


131 


92 


Sdult Ste. Marie 


16, 183. 2 


618.989 


38 


46 


38 


Regfon fi - Northeast 












Fort Frances 


2.685.4 


233,775 


87 


458 

■ r 


128 


CONVENTIONAL ACTIVATED SLUDGE 












Region 1 - Southwest 








1 




Ingersoll - New 


101.9 


J 223,751 








[ngersoll - Old 


Est, 513.5, 


364 


58, 


32 


St. Marys 


1.415.7 


164,903 


116 


60 


74 


Stephen (Huron Park) 


480.7 * 


74,673 


155 


124 


103 


Stratford 


ft, 080.fi 


474.125 


58 


75 


31 


T1 1 1sonbiirg 


1,940.4 


256,003 


132 


127 


66 


TuckersnHh (Van Astra) 


285.8 


68.487 


239 


425, 


318. 


Wal 1 acehurg 


2,004.4 


369,358 


184 


158 


Ill 


Region 2 - West Central 












Rrantford 


19,771.7 


945,380 


48 


38 


23 


Canhrldge (C.alt) 


11,529.1 


541,817 


47 


40. 


30 


Canhririqe (Preston) 


2,931.1 


314,783 


108 


17 


16 


Pel hi 


721.1 


114,221 


158 


126 


110 


Punnvi 1 le 


1,684.3 


181.826 


108 


44 


64 


Fergus 


1,361.7 


93,455 


68 


56 


54 


Haldlmanrt (CaTerfonfa) 


813.0 


127,508 


156 


124 


102 


kitchener 


25,566.5 


1,503,439 


59 


214 


267 


Orangpvl 1 le 


2,679.8 


345,075 


128 


124 


103 


Palnerston 


536.8 


21,983 


41 


48* 


29. 


Sincne 


3,390.7 


342.544 


101 


33 


32 


Waterloo 


15.211.4 


782,134 


51 


21 


12 


Woolwich (Elmfra) 


1,506.0 


137,259 


91 


96, 


145. 


Rpqinn 3 - Central 












Canphellford 


2,607.0 


167,621 


64 


264* 


170 


Mississaiiga (Clarkson) 


27.545.8 


1,339,000 


49 


30 


26 


Mississauga (Lakeview) 


73.347.1 


7,164.678 


98 


23 


29 


Region 4 - Southeast 






1 i 


,1 




Relleville 


16,894.0 


876,892 


52 


51 


S? 


Kingston Twp. 


5.694.6 


523.384 


92 


47 


61 


Sidney (Ratawa) 


422.7 


37,294 


88 


239 


226 


Trenton 


3,931.8 


456.165 


116 


63 


78 


Region 5 - Northeast 






1 






North Bay 


11,901.3 


722,788 


61 


36 


13 


Parry Sound 


1,228.2 


237,308 


193 


282 


186 


Sturgeon Falls 


2,474.0 


155,400 


62 


103 


87 


MOniFrED SECONPARY 












Region 4 - Southeast 












Hawkeshury 


3,669.2 


339,772 


93 


208 


147 


1 
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OPERATING COST SUKMARr 

MECHANICAL PLANTS 

1984 



PROJEri 



EUENHEP AERATinN 

Region 1 - Southwest 

A1 vinston 

Rlyth 

Rrijsspls 

Presden 

Purhan 

East WllHans (A1lsa Craig) 

Lnho (Kilworth Heights) 

Mairtstone (Belle River) 

Milrtnay 

Moorp (Cnrunna) 

Moore (Courtright) 

Petrolifl 

Plympton - Wyoming 

Thampsvi 1 le 

Westminster 

Region Z - West Central 

Haldimand (Hagersvi 1 le) 

North Dumfries (Ayr) 

Paris 

South Pumfries (St. George) 

Wellesley 

Wilmot (Baden) 

Region 3 - Central 

Al Hston 

Robcayqpon 

Bradford 

Col tfciater 

Fssa (Angus) 

Mfllhrook 

Smith (Woofllanft Acres) 

Victoria Harhour 

Wasaqa Beach 

Region 4 - Southeast 

Barry's Bay 

Chalk River 

Peseronto 

Eganvi 1 le 

Ernestown (Odessa) 

Hagarty-Richards (Klllaloe) 

l.'Orlgina) 

Ma mora 

Herrickvllle 

Pittshurg (Can) 



TOTAL TREATEP VOLUME 
1000 ni3 



Region 5 - Northeast 
Black River - Matheson 
Rlinrt River 
Kapiislcasing 
I atrhford 
Moosenee (North) 
Smooth Rocit Falls 
Wicksteed (Hornepayne) 

Region fi - Northeast 

At Ikokan 

Bslnertrwn 

Ear Falls 

Ceraldton 

Ignace 

Marathon 

Naklna 

Pickle Lake 

Red Lake 

Scbreiher 



(H) 



Est 



43.3 

99.5 
133.5 
7fl3.0 
276.9 
1?5.0 

21.9 
,830.4 
116.8 
520.1 
224.5 
540.3 
139.3 

65.3 
556.4 



522, 

158, 
831, 
141. 
169. 
210. 



1,011.9 

Z79.7 
l.f23.3 

174.5 
181.4 
309.3 
109.6 

150.4 
276.8 



177.8 
159.8 
294.6 
198.1 
446.6 

ion.? 

230.9 

307.8 

129.0 

33.2 



273,0 
656.5 
1,913.5 
156.3 
97.0 
639.8 
282.0 



1,533.8 

327.3 
446.5 
802.0 
388.9 

503.6 
189.5 
130.6 
703.5 
249.4 



TOTAL OPERATING COST 



dollars 



30,794 
53,940 
59.149 

139,622 

62,957 

46.960 

6,945 

248,751 
62,242 

133,573 
52.011 

162.314 
65,091 
57,668 

100.481 



105,516 
52,086 

131,916 
34,923 
35,600 
42,775 



130,274 

119,577 

231.132 

51,990 

96,458 

64.295 

38,575 

116,641 

122,301 



76,038 
58,385 
94,744 
75,419 
65,190 
37,297 
39,940 
52,038 
61,308 
39,503 



59,557 
90.631 

203.995 
32,266 
34,980 
62.948 

103.871 



210,548 
43,950 

110,744 

116,532 
97,377 
94.4 33 
58,131 
69,843 

122.933 
70,435 



UNIT OPERATING COSTS 



$/1000 m3 



711 
542 
443 
178 
227 
375 
317 
136 
532 
256 
232 
300 
467 
883 
181 



202 

329 
159 
247 
210 
203 



128 
428 
189 
298 
532 
208 
352 
768 
442 



428 
365 
322 
381 
146 
372 
173 
169 
475 
1,190 



218 
138 
106 
206 
360 
98 
368 



137 
134 
248 
145 
250 
188 
305 
535 
174 
282 



^/kg BOO rem. 



l,400i 
388 
286 

1,222 
204 
388 

2,316 
187 
435 
230 
219 
350 
362 
497 
120 



269. 
259 

58 
234 
192 

40 



65 
353, 

96 
311 
375 
292 
838 
1.522 
No Effluent 



202 

263 

337, 

296 

348 

184 

263 

184 

475, 

282 



329 
222 

13, 

448 

1,166, 

165 

742 



321 
148 
413 
224 
299 
220 
505 
3,036 
210 
424 



^/kg SS rem. 



933, 
315 
216 
755 
13fi 
268 
1,389 
144 
326 
243 
187 
216 
294 
779 
UZ 



443 
239 

84 
231 
179 

87 



48 

396, 

25 

325 

457 

382 

1,042 

1,230 



162 

239 
164 , 

274 
297 
132 

186 
105 
524, 
263 



252 

270 
86, 
225 
648 , 
212 
462 



241 
114 
202 

1,324 
250 
167 
332 

1.996 
144 
264 



OPERATING nnST SIIM1ARY 

MECHANICAL PLANTS 

1984 



PROJECT 



CONTACT STABILIZATION 

Rpgton J - Central 
Port HcNfcholl 

Region 4 - Southeast 
Frankford 

Re gion 5 - Northeast 
Hallpyhury 
Iroquois Falls 
Kirkland Lake 
Moosenee {Old Towns! te) 

Region 6 - Northeast 
Longlac 



Htr.H RATE ACnVATEn SLUOr.E 

Region 1 - Southwest 
Meaford 

Region 2 - West Central 
Camhrldge (Hespler) 

Region 4 - Southeast 
Carleton PJace 



nxiOATION DITCH 



Region 1 - Southwest 



°gio 
sTsT 



Paisley 
Southampton 

Region 2 - West Central 

fir and Val ley 

Haldtmand (Cayuga) 

Shelburne 

Woolwich (St, Jacobs) 

Region 3 - Central 
Fenelon Falls 
Hastings 
Norwood 



TOTAL TREATEIl VOLUME 
1000 m3 



380,9 



496.9 



526,7 
1.219.0 
4,108.5 

Z16.9 



740.7 

1,092.1 
1,957.6 
2,047.8 



112.4 
424. 9 



108.7 
243.4 
534.0 
339.9 



313,1 
214.4 
203.3 



TOTAL OPERATING COST 



dol lars 



66,733 



85,744 



72,835 
113,479 
305,053 

50,496 



136,82 7 

158,756 
228,197 
135,825 



6n,614 
141.782 



46.687 
50,518 
71,679 
68,992 



103,649 

128,301 

79.995 



UNIT OPERATING COSTS 



$/1000 m3 



175 



172 



138 
93 
74 

234 



183 

14S 

116 

66 



539 
334 



429 
208 
134 
203 



331 
598 
393 



</kg BOO rem. 



254 



211 



256 
194 
167. 
401. 



253 



222 



194 



209 



651 

443* 



413 

260 
121 

116 



388 

3,376 

987 



i/kq SS rem. 



204 



217 



22? 
HI 
102, 
263, 



175 

159 

158 
220 



379 
506 • 



351 

197 

70 

145 



403 
2.174 
1.012 
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MECHANICAL SEWAGE 
TREATMENT PLANTS 



PRIMARY TREATMENT PLANTS 

CONVENTIONAL ACTIVATED SLUDGE PLANTS 
MODIFIED SECONDARY PLANTS 
CONTACT STABILIZATION PLANTS 
EXTENDED AERATION PLANTS 
HIGH RATE PLANTS 
OXIDATION DITCHES 



61 
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PRIMARY TREAMENT PLANTS 
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SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 
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REGION 1 

SOUTHWESTERN t 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEMAGE TREATMENT - PERFORMANCE REPORT 
OMEN SOUND MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000551 



TREATMENT FACILITY 



PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : OWEN SOUND 

REGION ; 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



19,624 

19,624 

100.0 



OPERATINS AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 24.548 1000 MS 



DESIGN B0D5 



180.0 



HG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 





<-— 


FLOW 


DATA 




— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK 


RT 




VOLUME 


1000 H3 


1000 M3 


1000 


M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 





-x-BIOCHEMICAL OXYGEN DEMAND-><-~ SUSPENDED SOLIDS -—><—- TOTAL PHOSPHORUS 



JAN/84-DEC/84 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L 7. KG 



JAN 


502 


200 


16 


200 


29.500 


35 


000 


FEB 


785 


200 


27 


100 


64.400 


65 


000 


MAR 


656 


800 


21 


200 


44.300 


SI 


000 


APR 


638 


600 


21 


300 


28.100 


42 


000 


HAY 


604 


400 


19 


500 


30.000 


52 


000 


JUN 


577 


200 


17 


240 


21.100 


32 


000 


JUL 


461 


800 


14 


900 


18.800 


50 


000 


AUG 


475 


500 


15 


300 


18.600 


56 


000 


SEP 


592 


100 


19 


700 


33.000 


56 


000 


OCT 


54S 


100 


17 


.680 


20.400 


54 


000 


NOV 


739 


200 


24 


.600 


36.700 


55 


000 


DEC 


625 


500 


20 


.200 


50.000 


51 


.000 



72 


39.0 


45 


16.5 


lis 


23.7 


79 


71.6 


44 


27.7 


37 


10.7 


86 


23.7 


72 


39.7 


128 


33.9 


73 


56.8 


128 


27.3 


78 


58.1 


131 


23.6 


81 


49.5 


104 


24.6 


76 


37.7 


65 


26.3 


69 


34.7 


100 


25.5 


74 


40.8 


27 


16.3 


39 


7.9 


107 


16.7 


84 


56.4 



138 


26.0 


81 


56.2 


4.0 


.91 


77 


1.552 


122 


34.4 


71 


68.7 


3.3 


.59 


82 


2.128 


1Z6 


22.8 


81 


67.7 


2.6 


.85 


67 


1.149 


150 


23.9 


81 


67.7 


3.1 


.71 


77 


1.526 


138 


27.6 


60 


66.7 


5.4 


.96 


82 


2.684 


147 


24.9 


83 


70.4 


4.8 


.86 


82 


2.274 


124 


26.8 


78 


44.8 


5.2 


1.08 


79 


1.903 


135 


22.4 


83 


53.5 


4.5 


.59 


86 


1.859 


141 


26.0 


81 


68.0 


4.0 


1.02 


74 


1.764 


127 


22.2 


82 


57.4 


5.2 


.68 


86 


2.477 


123 


19.7 


83 


76.3 


4.1 


.79 


SO 


2.447 


126 


25.5 


79 


62.8 


4.2 


.98 


76 


2.014 



"TOTAL 

7206.600 

AVERAGE 
HAXIHUH 
NO. OF SAMPLES 



19.577 



64.400 65.000 



9S 



» 



25.6 67 



19 



481.0 



131 



251 



25.1 80 



251 



760.9 



4.2 



19 



.83 79 



M 



23 . 777 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
POINT EDWARD WPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110000597 



treatment FACILITY : PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : POINT EDWARD 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



Z,S73 
2,573 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.591 1000 M3 DESIGN BODS 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 
< FLOW DATA — x-BlOCHEMICAL OXYGEN DEMAND-><r— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 MS 


1000 M3 


1000 K3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/8* 








JAN 


'*9.990 


1.610 


2.060 


2.900 


FEB 


44.560 


1.530 


1.900 


2.900 


MAR 


50.S90 


1.640 


2.100 


3.900 


APR 


50.860 


1.680 


1.920 


2.700 


MAY 


48.520 


1.560 


1.7S0 


3.000 


JUN 


57.890 


1.920 


3.100 


4.550 


JUL 


63 . 000 


2.030 


2.360 


4.600 


AUG 


67.370 


2.170 


3.000 


4.500 


SEP 


58.470 


1.960 


2.200 


4.600 


OCT 


57 . 680 


1.860 


2.600 


3.700 


NOV 


58.160 


1.980 


2.800 


4.500 


DEC 


61.390 


1.980 


2.600 


3.800 



REDUCTION 



INFLUENT EFFLUENT 
MS/L MG/L y. 



1000 INFLUENT EFFLUENT 
KG MG/L MG/L 'A 



REDUCTION 


REDUCTION 


1000 


INFLUENT EFFLUENT 1000 


KG 


MG/L MG/L •/, K6 



131 


51.4 


60 


3.5 


566 


38.3 


93 


24.4 


9.5 


2.12 


77 


.329 


151 


53.0 


64 


4.9 


335 


56.7 


83 


14.1 


13.4 


2.42 


81 


.559 


151 


62.0 


58 


4.5 


442 


59.0 


86 


19.4 


17.8 


3.40 


80 


.732 


300 


54.8 


81 


11.8 


1212 


49.1 


95 


56.4 


49.6 


4.41 


91 


2.193 


474 


43.6 


90 


24.9 


1810 


31.0 


98 


102.9 


55.0 


.98 


96 


3.127 


199 


31.1 


84 


10.5 


248 


57.7 


76 


11.9 


4.7 


.92 


80 


.238 


108 


86.4 


20 


1.4 


297 


109.6 


63 


12.6 


12.6 


6.50 


48 


.411 


132 


80.4 


39 


3.0 


155 


68.5 


55 


5.0 


5.9 


5.45 


7 


.026 


160 


93.5 


41 


3.8 


174 


42.1 


75 


7.6 


5.7 


5.02 


11 


.039 


113 


87.3 


22 


1.4 


133 


44.5 


66 


5.1 


5.3 


4.80 


9 


.029 


79 


88.4 


_ 


- 


104 


34.3 


67 


4.2 


3.8 


4.95 


. 


- 



TOTAL 

668 . 780 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.827 



S.IOO 4.600 



181 66.5 56 



17 18 



7fl.2 



499 53.7 78 



18 18 



264.1 



16.6 3 . 72 58 



11 U 



7.683 
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WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 
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REGION 2 - . 

WEST CENTRAL ' 



S9 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUtffiER : 110000604 PORT DOVER HPCP 



TREATMENT FACILITY '• PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : «.091 1000 H3 



UTILITY MOHIT0RIM6 INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : NANTICOKE (PORT DOVER) 
REGION : 02 MEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



19,583 

5.475 

17.7 



DESIGN BODS 



210.0 MG/L 



DESIGN SUSP. SOLIDS 



296.0 MG/L 



< 



FLOW DATA 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/a-i-DEC/S^ 








JAN 


69.080 


2.220 


3.050 


11.000 


FEB 


68.270 


2.350 


3.890 


13.600 


MAR 


151.970 


4.900 


10.000 


11.000 


APR 


149.520 


4.980 


9.334 


16.000 


MAY 


130.032 


4.194 


9.050 


10.400 


JUH 


112.699 


3.750 


4.695 


16.000 


JUL 


117.226 


3.780 


3.714 


13.000 


AUG 


86.312 


2.784 


3.690 


18.000 


SEP 


87.370 


2.910 


5.550 


16.000 


OCT 


78.110 


2.510 


2.540 




NOV 


61.030 


2.030 


5.730 


18.000 


DEC 


101.330 


3.260 


13.220 


20.000 



x-BIOCHEMICAL OXYGEN DEMAND-x- 

REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KB 



SUSPENDED SOLIDS 



— >< TOTAL PHOSPHORUS — > 



218 


91.5 


58 


8.7 


99 


55.5 


64 


4.3 


198 


21.2 


89 


26.8 


114 


27.3 


76 


12,9 


108 


26.7 


75 


10.5 


56 


31.5 


43 


2.7 


157 


140.4 


10 


1.9 


398 


147.0 


63 


21.6 


95 


105.5 


- 


- 


171 


96.7 


43 


5.8 


55 


37.4 


32 


1.0 


200 


27.4 


86 


17.4 



REDUCTION 
INFLUENT EFFLUENT 1000 
KG/L MG/L y. KG 



397 


54.8 


86 


23.6 


150 


49.2 


67 


6.8 


280 


14.2 


94 


40.3 


153 


12.1 


92 


21.0 


189 


27.3 


85 


21.0 


133 


22.0 


83 


12.5 


254 


44.2 


82 


24.5 


450 


59.6 


86 


33.6 


156 


44.7 


71 


9.7 


154 


3S.7 


76 


9,2 


48 


36.5 


23 


.7 


308 


19.8 


93 


29.2 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



9,2 


1.78 


80 


.513 


3.9 


1.30 


66 


.178 


5.6 


.48 


91 


.778 


5.6 


.60 


89 


.748 


4.5 


.62 


66 


.505 


3.3 


.73 


77 


.290 


5.6 


2.15 


61 


.404 


9.8 


2.13 


78 


.662 


3.8 


1.77 


53 


.177 


5.0 


1.30 


56 


.133 


3.0 


.70 


76 


.140 


6.5 


.55 


91 


.603 



"total 

1212.949 
AVERAGE 

MAXIMUM 

'no. of samples 



3.306 



13.220 20.000 



IBS 65.6 58 



U 21 



114.2 



222 35.0 78 



18 21 



232.6 



5.3 1.17 75 



1« XI 



5.131 
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SOUTHEASTERH REGIQH 14) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 
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REGION 4 
SOUTHEASTERN 
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ONTARIO MINISTRY OF THE ENVIRONMEHT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000132 CORNWALL MPCP 



TREATMENT FACILITY t PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 mqV 8S 



MUNICIPALITY : CORNWALL (CORNWALL) 
REGION : 0<» SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



45,906 

46,800 
101.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 37. 50** 1000 M3 DESIGN BODS : 138.0 MG/L DESIGN SUSP. SOLIDS : 160.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 K3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 


JAN/S-t-DEC/M 








JAN 


1272.800 


41.060 


52 . 900 


79.000 


FEB 


1742.680 


60.090 


90.400 


102.000 


MAR 


1718.420 


55.430 


86.900 


96.000 


APR 


2110.600 


70.350 


90.000 


105.000 


MAY 


1947.460 


68.820 


85.300 


96.000 


JUN 


1402.070 


46.740 


71.500 


110.000 


JUL 


1334.010 


43.030 


59.800 


92.000 


AUG 


1370.050 


44.200 


64.500 


104.000 


SEP 


1090.100 


36.340 


47.000 


82.000 


OCT 


1082.450 


34.920 


52.400 


86.000 


NOV 


1102.900 


36 . 760 


57.400 


98 . 000 


DEC 
tOTAl 


1587.860 
17561.400 


44 . 770 


77.800 


93.000 


AVERAGE 









48.543 



MAXIMUM 



NO. OF SAMPLES 



90.400 110.000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L ;: KS 



REDUCTION 
INFLUENT EFFLUE^fT 1000 
MG/L MG/L '/. KG 



111 


65.7 


40 


57.6 


91 


36.9 


59 


68.8 


2.8 


1.57 


43 


1.566 


89 


58.5 


34 


53.1 


110 


38.0 


65 


125.4 


2.7 


1.40 


48 


2.265 


95 


43.0 


54 


89.3 


106 


25.0 


76 


139.1 


2.5 


1.06 


58 


2.560 


58 


46.5 


19 


24.2 


148 


18.4 


87 


273.5 


1.9 


.76 


60 


2.406 


63 


41.0 


34 


42.8 


104 


16.5 


84 


170.4 


1.9 


.86 


54 


2.025 


94 


45.0 


52 


68.7 


100 


22.7 


77 


108.3 


2.4 


.90 


62 


2.103 


57 


17.7 


68 


52.4 


90 


16.0 


82 


98.7 


2.6 


.69 


73 


2.548 


54 


29.0 


46 


34.2 


82 


23.0 


71 


80.8 


2.6 


.78 


72 


2.768 


107 


28.0 


73 


86.1 


132 


23.3 


82 


118.4 


3.0 


.91 


69 


2.278 


125 


59.5 


52 


70.9 


119 


22.5 


81 


104.4 


3.3 


1.04 


68 


2.446 


123 


62.5 


49 


66.7 


125 


21.3 


82 


114.3 


3.2 


.95 


70 


2.482 


88 


50.5 


42 


52. 
698.4 


116 


20.7 


82 


132.2 
1534.9 


2.6 


.89 


65 


2.373 
27.820 



45.5 47 



tl tl 



110 23.6 77 



56 56 



2.6 .98 62 



179 166 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWASE TREATMENT 
WORKS NUMBER : 120000587 PETAWAWA WPCP 

TREATMENT FACILITY : PRIMARY 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY = 3.636 1000 H3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

PETAHAMA 

04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



S,232 

4,800 

91.7 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 





< 


FLON 


DATA 




— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK 


RT 




VOLUME 


1000 M3 


1000 MS 


1000 


M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 





— x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS 



TOTAL PHOSPHORUS 



— > 



JAN/S't-DEC/et 



JAN 


105.850 


3.410 


3.770 


5.700 


FEB 


99.910 


3.440 


4.210 


5.200 


MAR 


115.000 


3.700 


4.100 


5.700 


APR 


137.730 


4.590 


5.730 


5.170 


HAY 


114.510 


3.690 


4.130 


60.000 


JUN 


111 . 650 


3.720 


4.100 


6.100 


JUL 


111.720 


3.600 


5.230 


5.300 


AUG 


124.370 


4.010 


8.100 


10.000 


SEP 


133.260 


4.440 


5.100 


6.100 


OCT 


119.480 


3.850 


4.370 


5,670 


NOV 


115.160 


3.840 


4.070 


6.200 


DEC 


106.900 


3.450 


3.980 


5.070 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Z KG 



118 


98.0 


16 


2.1 


137 


87.0 


36 


4.9 


168 


85.0 


49 


9.5 


130 


89.0 


31 


5.6 


104 


65.0 


37 


4.4 


166 


99.6 


40 


7.4 


147 


86.7 


41 


6.7 


73 


34.5 


52 


4.7 


123 


54.0 


56 


9.1 


85 


63.0 


25 


2.6 


138 


87.0 


56 


5.8 


148 


86.0 


41 


6.6 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



H6/L y. 



KG 



142 


72.0 


49 


7.4 


lis 


61.0 


48 


5.6 


145 


62.0 


57 


9.S 


105 


46.0 


56 


8.1 


116 


54.0 


53 


7.1 


140 


74.6 


46 


7.3 


109 


51.1 


53 


6.4 


85 


39.5 


53 


5.6 


100 


48.0 


52 


6.9 


112 


77.1 


31 


4.1 


140 


56.8 


59 


9.5 


93 


66.3 


28 


2.8 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



7,3 



6,50 10 



.060 



5.4 


2.30 


57 


.427 


3.5 


3.00 


14 


.057 


6.4 


4.30 


32 


.234 


4,8 


4.00 


16 


.089 


4.7 


3.01 


35 


.210 


4.5 


2.28 


49 


.296 


4.5 


2.90 


35 


.191 


6.3 


3.48 


44 


.325 


4.0 


2.96 


27 


.118 



TOTAL 

1395.540 

AVERAGE 
HAXIHUH 
"no. OF SAMPLES 



3.812 



8.100 60.000 



1^ 77.9 38 



38 37 



7e.e 



117 59.0 49 



154 153 



80.8 



5.1 3.46 32 



46 45 



2.027 



75 



ONTARIO MINISTRY OF THE ENVIR0W1ENT 

SEWA&E TREATMENT 
WORKS NUMBER : 110001122 EOHARDSBURGH MPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : PRESCOTT (EDWARDSBURGH) 
REGION : 04 SOUTHEASTERN 



TREATMENT FACILITY 



PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,595 
4,595 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 5.682 1000 M3 DESIGN BODS : 80.0 H6/L DESI«4 SUSP. SOLIDS : l«0.e MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x--- SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84- DEC/a** 



JAN 


127.430 


3.860 


FEB 


186.560 


6.433 


MAR 


159.370 


5.500 


APR 


303.290 


9.480 


HAY 


168.900 


5.450 


JUN 


110.090 


3.930 


JUL 


102.750 


3.110 


AUG 


94.630 


3.150 


SEP 


B9.070 


2.780 


OCT 


S5.790 


2.770 


NOV 


82.740 


3.180 


DEC 


114.770 


3.700 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 lODG M3 

/DAY /DAY /DAY 



4.570 13.680 

11.710 16.560 

8.990 13.680 

18.320 16.560 

7.830 12.960 

4.920 12.960 

4.420 12.960 

4.500 12.960 

4.410 12.960 

4.210 12.960 

3.750 12.960 

8.900 12.960 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Z KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L 'A KG 



54 


28.0 


48 


3.3 


145 


72.0 


50 


9.3 


4.8 


.80 


83 


.510 


37 


19.0 


48 


3.3 


88 


24.0 


72 


11.9 


4.0 


.80 


80 


.597 


93 


23.0 


75 


11.1 


93 


20.0 


78 


11.6 


3.2 


.90 


71 


.367 


26 


18.0 


30 


2.4 


74 


36.0 


51 


11.5 


1.8 


1.00 


44 


.243 


42 


22.0 


47 


3.3 


127 


34.0 


73 


15.7 


2.6 


1.20 


53 


.236 


73 


23.0 


68 


5.5 


180 


36.0 


80 


15.8 


3.2 


1.00 


68 


.242 


78 


18.0 


76 


6.1 


215 


22.0 


89 


19.8 


4.8 


.80 


83 


.411 


160 


14.0 


91 


13.8 


306 


18.0 


94 


27.2 


10.0 


.60 


94 


.890 


71 


18.0 


74 


4.7 


242 


21.0 


91 


19.6 


7.3 


.80 


89 


.579 


80 


20.0 


75 


5.1 


173 


31.0 


82 


12.1 


4.9 


.90 


81 


.342 


73 


21.0 


71 


4.3 


133 


19.0 


85 


9.4 


3.7 


.70 


81 


.248 


103 


32.0 


68 


8.1 


369 


40.0 


89 


37.7 


9.0 


1.00 


88 


.918 



TOTAL 

1625.390 

AVERAGE 
MAXIMUM 
'no. OF SAMPLES 



4.445 



18.320 16.560 



74 21.3 64 



24 24 



71.4 



178 31.0 78 



C4 tH 



202.1 



4.9 .87 76 



M » 



5.584 



76 



77 




• TIMMrNS 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



78 



REGION 5 
NORTHEASTERN 



70 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORHATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
ESPANOLA HPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000212 
TREATMENT FACILITY : PRIMARY 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESISN CAPACITY : 3.000 1000 MS 



MUNICIPALITY : ESPANOLA 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,786 

5>£00 

89,8 



DESIGN B0D5 



. MB/L 



DESIGN SUSP. SOL IDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8<i-DEC/8<( 



FLOW DATA 



x-BIOCHEHICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



AVG DAY MAX DAY PEAK HT 

1000 HZ 1000 M3 1000 MS 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MS/L MG/L y. KG 



REDUCTION 
INFLUEffT EFFLUENT 1000 
MG/L MG/L •/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



JAN 


79.IM6 


2.550 


2.929 


FEB 


84.133 


2.901 


3.677 


MAR 


83.467 


2.692 


4.068 


APR 


77.<i77 


2.582 


3.672 


MAY 


80.612 


2.600 


4.038 


JUN 


B't.Zh^ 


2.809 


3.118 


JUL 


85 . 597 


2.761 


3.164 


AUG 


9**. 790 


3.060 


4.209 


SEP 


89.032 


2.968 


4.228 


OCT 


9<i.5<>0 


3.050 


3.675 


NOV 


84 . 357 


2.812 


3.739 


DEC 


73.739 


2.379 


2. 857 



130 


50.0 


61 


6.3 


72 


31.1 


56 


3.2 


5.7 


4.42 


22 


.101 


100 


85.0 


15 


1.2 


129 


78.8 


38 


4.2 


8.8 


5.60 


36 


.269 


126 


70.3 


44 


4.6 


99 


49.9 


49 


4.0 


4.5 


4.21 


6 


.024 


169 


57.0 


66 


8.6 


188 


34.1 


81 


11.9 


7.0 


4.03 


42 


.230 


159 


74.0 


53 


6.8 


212 


48,4 


77 


13,1 


5.8 


5.06 


12 


.060 


110 


53.5 


51 


4.7 


88 


48.3 


45 


3.3 


4.8 


4.08 


15 


.061 


98 


53.0 


45 


3.8 


98 


37.9 


61 


5.1 


5.1 


4.50 


11 


.051 


71 


36.1 


49 


3.3 


90 


28.4 


68 


5.8 


4.8 


3.12 


3S 


.159 


61 


29.5 


51 


2.8 


110 


31.4 


71 


6.9 


4.6 


3.14 


31 


.130 


60 


47.0 


21 


1.2 


69 


25.1 


63 


4.1 


3.5 


4.00 


- 


- 


88 


47.5 


46 


3.4 


95 


37.5 


60 


4.8 


4.2 


3.80 


9 


,034 


99 


SO.O 


49 


3.6 


115 


42.4 


63 


5.3 


5.8 


5.17 


10 


.046 



TOTAL 

1011.059 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



2.764 



4.228 



105 54.4 46 



23 



23 



50.7 



113 41.1 61 



23 



2S 



72.3 



5.3 4.26 21 



u 



M 



1.165 



80 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
SAULT STE. MARIE MPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110000640 
TREATMENT FACILITY ! PRIMARY 



MUNICIPALITY : SAULT STE MARIE 
RE&ION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



82,902 

75,000 
90.4 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 54.552 1000 M3 DESIGN B0D5 : 375.0 MG/L DESIGN SUSP. SOLIDS 300.0 MG/L 

<"- FLOW DATA — -x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS ---><— TOTAL PHOSPHORUS - — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/•DAY 


/DAY 


/DAY 



JAN/84-DEC/84 

JAN 1011.400 

FEB 1784.600 

MAR 1529.600 

APR 1396.300 

MAY 1285.300 

JUN 1194.000 

JUL 19.260 

AUG 1146.200 

SEP 1368.600 

dCT 1497.200 

NOV 1778.000 

DEC 2172 . 700 



32.620 36.200 63.600 

61.530 130.500 139.900 

49.330 100.100 138.400 

46.540 60.500 90.700 

41.450 64.500 74.900 

41.640 92.000 133.900 

17.450 41.280 24.620 

37,000 58.200 90.700 

45.610 90.700 154.300 

48.290 87.300 154.400 

59.200 31.030 63.500 

70.100 130.300 86.700 



REDUCTION 
INFLUENT EFFLUENT 1000 
NG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L V. KG 



142 


86.2 


39 


56.4 


147 


58.2 


60 


89.8 


5.9 


5.10 


13 


.809 


172 


125.0 


27 


83.8 


148 


57.0 


61 


162.3 


4.8 


3.94 


17 


1.535 


154 


79.7 


48 


113.6 


147 


56.4 


61 


138.5 


4.5 


3.12 


30 


2.111 


112 


75.0 


33 


51.6 


150 


54.0 


64 


134.0 


4.9 


4,15 


15 


1.075 


121 


61.2 


49 


76.8 


169 


59.0 


65 


141.3 


5.3 


2.94 


44 


3.033 


162 


77.2 


5Z 


101.2 


176 


56.5 


67 


142.6 


5.3 


4.40 


16 


1.075 


112 


98.0 


12 


.2 


182 


52,2 


71 


2.5 


5.8 


4.12 


28 


.032 


177 


76.8 


56 


114.8 


193 


85.0 


55 


123.7 


6.9 


4.80 


30 


2.407 


154 


72.0 


53 


112.2 


156 


63.0 


59 


127.2 


8.6 


3.95 


54 


6.364 


152 


89.0 


41 


94.3 


187 


64.0 


65 


184.1 


8.6 


6.89 


19 


2.560 


295 


7S.0 


74 


391.1 


155 


71.0 


54 


149.3 


7.3 


4.65 


36 


4.712 


143 


82.6 


42 


131.2 


175 


65.0 


62 


238.9 


7.0 


7.20 


_ 


.. 



I 
I 



TOTAL 

16183.160 

AVERAGE 
MAXIMUM 
"no. of SAMPLES 



45.897 



130.500 154.400 



158 83 . 1 44 



52 



1327.7 



165 61.7 62 



102 100 



1624.9 



6.2 4.60 28 



44 



53 



25.713 



81 



James Bay 




NORTHWESTERN REGION (6) 

REGIONAL OFFICE 

THUNDER BAY 

435 James St. S. 

P.O. Box 5000 

807-475-1205 

DISTRICT OFFICE 

Kenora 

808 Robertson St. 

807-468-5578 



82 



REGION 6 
NORTHNVESTERN 



83 



84 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NIWBER : 110000258 FORT FRANCES WPCP 

TREATMENT FACILITY : PRIMARY 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 9.092 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : FORT FRANCES 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



8,900 

8.750 

98. S 



DESIGN B0D5 



130.0 MS/L 



DESIGN SUSP. SOLIDS 



180.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


lOOO H3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



~><-BIOCHEMICAL OXYGEN DEHAND-x SUSPENDED SOLIDS ><— 



TOTAL PHOSPHORUS 



JAN/e'i-DEC/8'* 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L 7. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



JAN 


196 


800 


6.300 


6.700 


9.500 


FEB 


187 


700 


6.500 


7.600 


10.500 


MAR 


196 


500 


6.300 


7.900 


10.500 


APR 


237 


100 


7.900 


8.700 


15.500 


HAY 


248 


700 


8.000 


10.400 


15.000 


JUN 


314 


000 


10.500 


20.300 


27.100 


JUL 


246 


700 


8.000 


13.800 


20.000 


AUG 


220 


300 


7.100 


8.400 


20.000 


SEP 


189 


700 


6.300 


6.600 


12.500 


OCT 


229 


000 


7.400 


11.400 


22.000 


NOV 


214 


000 


7.100 


7.800 


18.000 


DEC 


204 


900 


6.600 


7.100 


12.000 



65 


37.3 


42 


5.4 


35 


32.0 


8 


.5 


62 


44.0 


29 


3.5 


36 


36.0 






54 


31.0 


42 


5.7 


32 


25.5 


20 


2.0 


53 


34.0 


35 


4.6 


51 


27.0 


47 


5.2 


74 


46.3 


37 


S.2 


61 


38.0 


37 


5.2 


80 


39.0 


51 


8.7 


54 


32.8 


40 


4.5 



115 


50.0 


56 


12.7 


70 


52.5 


25 


3.2 


75 


57.5 


23 


3.4 


95 


55. 


42 


9.4 


193 


70.0 


63 


30.5 


120 


60.0 


50 


18.8 


120 


60.0 


50 


14.8 


123 


43.0 


65 


17.6 


157 


58.0 


63 


18.7 


165 


50,0 


69 


26.3 


128 


52.0 


59 


16.2 


100 


48.0 


52 


10.6 



3.3 


2.80 


15 


.098 


3.4 


2.80 


17 


.113 


3,6 


3.10 


13 


,098 


2.9 


2.50 


13 


.095 


3.8 


2,70 


28 


,274 


2.7 


2.10 


22 


,188 


2.9 


2.40 


17 


.123 


2.9 


2.30 


20 


.132 


4.4 


3.20 


27 


.228 


3.7 


3.00 


18 


.160 


3.4 


2.50 


26 


.193 


3.4 


2.40 


29 


.205 



"*rOTAL 

2685.400 

AVERAGE 
MAXIMUM 
'no, of SAMPLES 



7.333 



20.300 27.100 



54 



20 



35 . 1 35 



19 



51.0 



121 



19 



54.6 51 



19 



182.8 



3.3 



20 



2.65 20 



19 



1.907 



85 



86 



CONVENTIONAL ACTIVATED SLUDGE PLANTS 



87 




SaUliiESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



88 



REGION 1 - . 

SOUTHWESTERN t 



89 



ONTARIO HINISTRY OF THE ENVIRONMENT 

SEMAGE TREATMENT 
WORKS NUMBER ; 11000S969 INGERSOLL NEW WPCP 

TREATMENT FACILITY = CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 6.819 1000 H3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : INGERSOLL (NEW) 
REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED s 



6,174 

5,300 

M.8 



DESISN BODS 



200.0 MG/L 



DESIGN SUSP. SOL IDS 



200.0 MG/L 



FLOH DATA 



x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS —><— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 


JAN/8^-DEC/8<i 




JAN 


107.600 


3.470 


FEB 


146.770 


5.060 


HAR 


171. «0 


5.530 


APR 


217.690 


7.260 


MAY 


191.760 


6.190 


JUN 


168.250 


6.280 


JUL 


145.920 


4.710 


AUG 


175.510 


5.700 


SEP 


226.750 


7.560 


OCT 


125.040 


4.030 


NOV 


129.820 


4.350 


DEC 


101.930 


3.290 



1000 H3 1000 M3 
/DAY /DAY 



7.460 19.900 

17.700 24.700 

11.300 24.200 

12.600 24.200 

S.900 24.200 

11.900 24.200 

8.920 24.200 

14.700 24.200 

23.300 24.700 

5.5S0 24.700 

7.190 24.700 

5.330 24.400 



REDUCTION 
INFLUENT EFFLUENT 1000 



m/L 



HG/L 



KG 



104 


4.4 


95 


10.7 


128 


2.1 


98 


18.4 


116 


7.6 


93 


18.5 


111 


10.4 


90 


21.9 


151 


6.2 


95 


27.7 


197 


6.5 
13.7 


96 


35.8 


209 


6.7 


96 


35.5 


263 


10.4 


96 


57.2 


259 


4.5 


98 


31.8 


226 


6.1 


97 


28.5 


350 


23.9 


93 


33.2 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L X 



1000 INFLUENT EFFLUENT 
KG MG/L MG/L X 



REDUCTION 
1000 
KG 



452 


6.7 


98 


47.9 


7.5 


.60 


92 


.742 


877 


5.3 


99 


127.9 


7.0 


.32 


96 


.980 


266 


6.5 


97 


44.8 


5.3 


.29 


94 


.859 


526 


4.2 


99 


113.5 


6.0 


.14 


97 


1.276 


314 


5.6 


98 


59.1 


7.0 


.19 


97 


1.306 


248 


5,7 


97 


45.6 


6.0 


.33 


94 


1.067 


501 


5.6 


98 


72.2 


9.2 


.29 


96 


1.300 


398 


8.4 


97 


68.3 


6.7 


.47 


92 


1.093 


393 


8.2 


97 


87.2 


7.2 


.40 


94 


1.542 


353 


4.8 


98 


43.5 


6.1 


1.68 


79 


.803 


353 


7.9 


97 


44.8 


9.7 


.53 


94 


1.190 


849 


10.1 


98 


85.5 


11.7 


1.02 


91 


1.089 



TOTAL 

1928.470 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



5.284 



23.300 24.700 



192 8.5 95 



S19.6 



21 



22 



461 



22 



6.5 98 



22 



840.7 



7,6 



.52 93 



22 



13.247 



90 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110005978 INGERSOLL OLD WPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

INGERSOLL COLD) 
01 SOUTHWESTERN 



TREATMENT FACILITY 



CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



8,174 

2,700 
33.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3.409 1000 H3 DESIGN B0D5 200.0 HG/L DESIGN SUSP. SOLIDS 200.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEHAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 H3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/84- DEC/84 



JAN 


55.550 


1.790 


2.090 


5.590 


FEB 


55.725 


1.920 


5.900 


6.480 


MAR 


63.500 


2.050 


3.240 


6.140 


APR 


51 . 000 


1.706 


1.700 


3.410 


MAY 










JUN 










JUL 


36.260 


1.170 


1.360 


1.360 


AUG 


31.362 


1.010 


1.230 


1.360 


SEP 


34.198 


1.140 


2.190 


5.460 


OCT 


34.930 


1.130 


2.250 


5.460 


NOV 


30.600 


1.020 


1.020 


2.250 


DEC 


34.785 


i.ize 


2.180 


3.750 



REDUCTION 

INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
H6/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



104 


9.5 


90 


5.2 


452 


14.2 


96 


24.3 


7.5 


.52 


93 


.388 


128 


2.5 


98 


6.9 


877 


4.0 


99 


48.6 


7.0 


.34 


95 


.371 


116 


9.7 


91 


6.7 


268 


10.0 


96 


16.3 


5.3 


.42 


92 


.310 


111 


11.6 


89 


5.0 


526 


14.8 


97 


26.0 


6.0 


.50 


91 


.261 


151 


9.0 


94 




314 


12.5 


96 




7.0 


.55 


92 




197 


5.6 


97 




248 


11.7 


95 




6.0 


.75 


87 






7.0 






501 


19.5 


96 


17.4 


9.2 


.74 


91 


.307 


209 


5.7 


96 


6.4 


398 


9.1 


97 


12.1 


6.7 


.59 


91 


.192 


263 


5.5 


97 


8.8 


393 


17.2 


95 


12.8 


7.1 


1.13 


84 


.204 


259 


6.5 


97 


8.8 


353 


17.8 


94 


11.7 


8.1 


.88 


89 


.252 


226 


5.3 


97 


6.7 


353 


14.6 


95 


10.3 


9.7 


.87 


91 


.270 


350 


33.4 


90 


11.0 


849 


16.4 


98 


26.9 


11.7 


.90 


92 


.376 



"TOTAL 

427.910 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.405 



5.900 



6.480 



192 



21 



9.1 94 



21 



65.8 



461 



22 



13.4 96 



21 



208.9 



7.6 



22 



.68 90 



21 



2.951 



91 



ONTARIO MINISTRY OF THE ENVIROMMEHT UTILITY HONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
ST MARYS WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110D01275 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 3.636 1000 M3 



MUNICIPALITY : ST MARYS 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION <i,809 

POPULATION SERVED : 4,3SS 
PERCENT SERVED ! 90,5 



DESIGN BOOS 



195 . MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 MS 


1000 MS 


BATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/8<i-DEC/8'* 








JAN 


113.200 


3.700 


4.400 


9.000 


FEB 


151.200 


5.200 


10.300 


15.900 


MAR 


137.600 


4.400 


6.100 


9.000 


APR 


126.900 


4.200 


5.400 


9.000 


MAY 


110.^00 


3.600 


4.600 


9.000 


JUN 


115.200 


3.800 


4.900 


9.000 


JUL 


109.100 


3.S00 


4.100 


9.000 


AUG 


116.500 


3.800 


4.700 


9.000 


SEP 


103.500 


3.500 


4.700 


9.000 


OCT 


97.600 


3.100 


3.800 


9.000 


NOV 


115.400 


3.600 


4.900 


9.000 


SEC 


119.100 


3.800 


6.100 


9.000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



203 


7.7 


96 


22.1 


161 


10.6 


93 


22.7 


97 


5.3 


94 


12.6 


168 


4.5 


97 


20.7 


146 


4.9 


96 


15.5 


256 


5.4 


97 


28.8 


294 


2.5 


99 


31.8 


270 


8.1 


97 


30.5 


155 


3.7 


97 


15.6 


200 


2.7 


98 


19.2 


345 


10.7 


96 


38.5 


156 


11.7 


92 


17.1 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L KG/L A KG 



139 


6.3 


95 


15.0 


4.7 


.55 


88 


.470 


141 


10.4 


92 


19.7 


5.3 


.52 


90 


.723 


77 


11.5 


85 


9.0 


4.1 


.62 


84 


.479 


112 


8.5 


92 


13.1 


3.9 


.63 


63 


.415 


134 


5.0 


96 


14.2 


4.3 


.48 


88 


.422 


204 


4.5 


97 


22.9 


4.9 


.36 


92 


.523 


280 


2.2 


99 


30.3 


6.3 


.29 


95 


.656 


223 


3.7 


98 


25.5 


5.4 


.44 


91 


.578 


147 


S.5 


96 


14.6 


5.1 


.61 


88 


.465 


178 


2.6 


98 


17.1 


6.6 


.41 


93 


.604 


212 


8.0 


96 


23. S 


5.5 


.74 


86 


.549 


136 


7.8 


94 


15. Z 


6.0 


.35 


94 


.673 



TOTAL 

1415.700 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 

92 



3.867 



10.300 15.900 



204 6.4 96 



26 26 



275.6 



165 6.3 95 



VI 87 



220.5 



£.557 



5.1 -JUi «9 



Wt^ 37 



I 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110003488 HURON PARK WPCP 

TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : STEPHEN (HURON PARK) 
REGION ! 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,204 

1>400 
33.3 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.816 1000 M3 DESIGN BODS : 0,0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA - — x-BIOCHEMICAL OXYGEN DEHAND-x— - SUSPENDED SOLIDS — ><-— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M2 


/DAY 


/DAY 


/DAY 


JAN/8'*-DEC/8<i 








JAN 


30.960 


1.000 


1.200 


2.300 


FEB 


47.040 


1.622 


2.730 


2.950 


MUt 


49.410 


1.S90 


2.630 


3.520 


APR 


46.480 


1.550 


2.170 


3.180 


MAY 


41.620 


1.340 


2.030 


3.300 


JUN 


40.470 


1.3S0 


2.760 


3.300 


JUL 


32.230 


1.040 


I.SIO 


2.860 


me 


30.440 


.980 


1.550 


3.180 


SEP 


36 . 380 


1.210 


2.220 


3.550 


«rr 


30.750 


.990 


1.300 


2.610 


NOV 


44.900 


i.500 


2.930 


3. 520 


oec 


50.070 


1.620 


2.750 


3.520 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1000 INFLUENT EFFLUENT 
KG HG/L MG/L '/. 



REDUCTION 




REDUCTION 


1000 


INFLUENT 


EFFLUENT 1000 


KG 


MG/L 


MG/L •/. KG 



215 


3.5 


98 


6.5 


234 


4.2 


98 


7.1 


160 


1.7 


98 


7.4 


ISO 


4.5 


97 


6.8 


170 


10.4 


93 


7.8 


221 


9.7 


95 


10.4 


94 


6.7 


92 


4.0 


96 


5.1 


94 


4.2 


99 


3.2 


96 


3.9 


90 


4.7 


94 


3,5 


152 


3.4 


97 


6.0 


329 


4.8 


98 


13.1 


72 


2.7 


96 


2.2 


52 


3.6 


93 


1.5 


116 


6.6 


94 


3.3 


151 


6.2 


95 


4.4 


138 


3.7 


97 


4.8 


156 


5.2 


96 


5,4 


152 


3.3 


97 


4.5 


163 


6.2 


96 


4.8 


115 


6.7 


94 


4.8 


102 


6.2 


93 


4.3 


86 


5.7 


93 


4.0 


133 


5.1 


96 


6.4 



5.6 


1.76 


68 


.119 


4.5 


1.26 


72 


.152 


3.2 


1.35 


57 


.091 


2.9 


1.22 


S7 


.078 


2.8 


1.35 


51 


.060 


4.9 


.70 


85 


.170 


2.4 


1.44 


40 


.031 


4.6 


1.95 


57 


.081 


3.2 


1.36 


57 


.067 


6.6 


1.99 


69 


.142 


2.9 


1.41 


51 


.067 


2.1 


1.43 


31 


.034 



TOTAL 

480.750 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.316 



2.930 3.550 



130 4.8 95 



24 24 



59.8 



1S6 5.4 95 



24 24 



72.2 



3.8 1.43 58 



21 24 



1.092 



93 



ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
STRATFORD MPCP 



WORKS NUMBER : 110000702 



REPORT TYPE 001 
REPORT date: 7 NOV 65 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



MUNICIPALITY : STRATFORD 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



26,197 

25,806 

98.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 27.27t 1000 MJ DESIGN BODS : MO.O MG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— - SUSPENDED SOLIDS ---><— TOTAL PHOSPHORUS — -> 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 H3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 


JAN/a4-DEC/84 








JAN 


467.400 


15.100 


16.900 


27.000 


FEB 


979.000 


33.800 


90.700 


90 . 700 


MAR 


902.000 


29.100 


57.700 


77.300 


APR 


767.400 


25.600 


41.500 


55.900 


MAY 


661.400 


21.300 


43.700 


77 . 300 


JUN 


625.100 


20.800 


37.100 


77.300 


JUL 


493.800 


15.900 


28.100 


77.300 


AUG 


553.700 


17.900 


37.200 


39.500 


SEP 


624.200 


20.800 


48.500 


77.300 


OCT 


479.000 


15.500 


17.400 


46.400 


NOV 


665 . 900 


22.200 


34.500 


61.800 


DEC 


861.700 


27.800 


55.400 


77.500 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



HG/L X 



KG 



105 


B.3 


92 


45.1 


71 


18.4 


74 


51.4 


76 


13.5 


82 


56.3 


132 


17.9 


86 


87.5 


41 


6.2 


84 


23.0 


90 


21,1 


76 


43.0 


102 


26.0 


74 


37.5 


93 


23.8 


74 


38.3 


101 


15.0 


85 


53.6 


120 


17.1 


85 


49.2 


95 


9.7 


89 


56.8 


106 


9.7 


90 


82.9 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1000 INFLUENT EFFLUENT 
KG MG/L MG/L V. 



157 


2.3 


98 


72.3 


180 


4.0 


97 


172.3 


92 


1.9 


97 


81.2 


659 


4.4 


99 


502.3 


112 


2.2 


98 


72.6 


141 


2.3 


98 


86.7 


139 


2.8 


97 


67.2 


158 


3.1 


98 


85.7 


134 


2.1 


98 


82.3 


173 


1.3 


99 


82.2 


161 


l.l 


99 


106.4 


129 


2.2 


96 


109.2 



REDUCTION 

1000 
KG 



4.8 


.95 


80 


1.799 


2.9 


.55 


81 


2.320 


3.9 


.40 


89 


3.157 


3.7 


.31 


91 


2.601 


3.4 


.20 


94 


2.116 


5.0 


.47 


90 


2.832 


5.2 


.64 


87 


2.252 


5.1 


.64 


83 


2.359 


4.5 


.44 


90 


2.534 


6.6 


.79 


88 


2.783 


4.3 


.44 


89 


2.570 


4.0 


.74 


81 


2.609 



TOTAL 

8080 . 600 

AVERAGE 
MAXIMUM 
'm. OF SAMPLES 



22.150 



90.700 90.700 



94 15.5 83 



24 24 



625.3 



186 2.4 98 



V& 25 



1520.6 



4.4 .56 87 



25 M 



30 . 132 



94 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
TILLSONBURG MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER : 110000757 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : TILLSONBURG 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 10,332 
POPULATION SERVED : 9,519 
PERCENT SERVED : 92.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 8.182 1000 M3 DESIGN BODS 23S.0 HG/L DESIGN SUSP. SOLIDS : 250.0 KG/L 

FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS - — ><— TOTAL PHOSPHORUS — -> 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

J AN/a-i -DEC/84 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 INFLUENT EFFLUENT 



/DAY 



/DAY 



/DAY 



JAN 


163.954 


5.289 


5.819 


10.000 


FEB 


164.443 


5.670 


10.599 


20.000 


MAR 


176.049 


5.679 


7.405 


10.800 


APR 


176.054 


5.868 


6.579 


13.364 


MAY 


174.536 


5.630 


7.306 


14 . 021 


JUN 


162.778 


5.426 


6.730 


13.143 


JUL 


148 . 686 


4.796 


5.547 


11.485 


AUG 


152.431 


4.917 


5.606 


13.595 


SEP 


156.751 


5.225 


6.028 


12.602 


OCT 


157 . 960 


5.095 


5.748 


12.721 


NOV 


151.967 


5.066 


5.684 


11.698 


DEC 


154.781 


4.993 


5.970 


11.225 



MG/L 



MG/L V. 



REDUCTION 




REDUCTION 


1000 


INFLUENT 


EFFLUENT 1000 


KG 


HG/L 


MG/L '/. KG 



130 


1.5 


98 


21.0 


66 


7.1 


91 


12.9 


92 


2.3 


97 


15.7 


103 


3.4 


96 


17.5 


105 


2.5 


97 


17.8 


56 


4.2 


92 


8.7 


177 


2.3 


98 


25.9 


64 


1.1 


98 


9.5 


111 


.8 


99 


17. Z 


137 


.9 


99 


21.4 


116 


2.2 


98 


17.2 


101 


1.7 


98 


15.3 



185 


6.9 


96 


29.2 


150 


7.4 


95 


23.4 


16S 


7.2 


95 


27.7 


169 


5.7 


96 


28.7 


191 


4.6 


97 


32.5 


227 


4.5 


98 


36.2 


208 


3.8 


98 


30.3 


201 


7.9 


96 


29.4 


194 


3.8 


98 


29.8 


224 


7.4 


96 


34.2 


323 


6.1 


98 


48.1 


257 


6.4 


97 


35.6 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



5.7 


.49 


91 


.854 


4.3 


.43 


90 


.636 


5.4 


.42 


92 


.877 


5.9 


.34 


94 


.979 


5.0 


.49 


90 


.787 


3.6 


.52 


85 


.501 


7.2 


.41 


94 


1.010 


6.5 


.43 


93 


.925 


5.4 


.30 


94 


.799 


5.9 


.21 


96 


.899 


5.1 


.51 


90 


.698 


4.3 


.27 


93 


.624 



TOTAL 

1940.390 

AVERAGE 
MAXIMUM 
'no. OF SAMPLES 



5.305 



10.599 20.000 



106 



24 



2.5 97 



24 



201.0 



266 



S2 



5.9 96 



52 



385.6 



5.3 



24 



.40 92 



24 



9.589 



95 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEHAGE TREATMENT 
WORKS NUHBER : 110003013 VAN ASTRA HPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REHOVAL-CONTINUOUS 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.404 1000 M3 



UTILITY MONITORING INFOIOiATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATEt 7 NOV 85 



MUNICIPALITY : TUCKERSMITH (VAN ASTRA) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,035 

650 

21.4 



DESIGN BOOS 



170.0 MS/L 



DESIGN SUSP. SOL IDS 



200.0 HG/L 





< 


FLOW 


DATA 







•x-BIOCHEMICAL OXYGEN DEHAND-x SUSI 


>ENDED 


SOLU 


S >< TOT J 


KL PHOSP 


HORUS 


, > 


DATE 


TOTAL 
VOLUME 
1000 H3 


AVe DAY 

1000 H3 

/DAY 


MAX DAY 
1000 M3 
/DAY 


PEAK 
1000 
/DAY 


RT 

H3 


INFLUENT 
MG/L 


REDUCTION 
EFFLUENT 1000 
MG/L ■/. KG 


INFLUENT 
MG/L 


REDUCTION 
EFFLUENT 1000 
MG/L /. KG 


INFLUENT 
MG/L 


REDUCTION 
EFFLUENT 1000 
MG/L y. KG 


JAN/84-DEC/84 
































JAN 


15.018 


.484 


.604 






54 


6.5 


87 .7 


55 


11.2 


79 


.6 


3.2 


1.06 


66 


.032 


FEB 


44.516 


1.535 


3.860 






52 


5.9 


88 2.0 


59 


10.0 


63 


2.1 


2.4 


.92 


61 


.066 


MAR 


S2.735 


1.056 


2.300 






58 


5.4 


90 1.7 


53 


12.1 


77 


1.3 


3.7 


1.55 


58 


.070 


APR 


27.079 


.903 


1.257 






25 


6.9 


64 .4 


18 


10.0 


44 


.2 


1.3 


1.60 


- 


- 


HAY 


17.300 


.527 


1.020 






45 


4.9 


89 .6 


62 


8.3 


86 


.9 


3.2 


1.05 


67 


.037 


Jim 


IB. 930 


.631 


1.900 






94 


2,4 


97 1.7 


101 


3.4 


96 


1.8 


5.5 


.75 


86 


.090 


JUL 


11.430 


.369 


.560 






358 


1.6 


99 4.0 


645 


2.6 


99 


7.3 


14.2 


.70 


95 


.154 


AUG 


11.920 


.385 


1.250 






185 


2.4 


98 2.1 


334 


3.9 


98 


3.9 


13.2 


.62 


95 


.150 


SEP 


17.330 


.578 


1.838 




























OCT 


13.610 


.459 


.730 




























NOV 


33.180 


1.070 


3.240 




























DEC 


42.730 


1.378 


3.490 






69 


10.2 


85 2.5 


86 


13.6 


84 


3.0 


3.0 


1.00 


66 


.085 


TOTAL 


28S.776 














16.1 








21.5 








.«4 


AVERAGE 

































MAXIMUM 



NO. OF SAMPLES 



.7M 



3.868 



104 5.3 69 



16 16 



157 8.3 83 



U 1« 



5.5 1.02 74 



1« u 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000784 NALLACEBURG WPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 061 

REPORT DATE: 7 NOV 65 

HALLACEBURG 

01 SOUTHWESTERN 



TREATMENT FACILITY 



CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11,223 

8,500 

75.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 6.819 1000 H3 DESIGN BODS : 200.0 HG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 


AV6 DAY 


MAX DAY 


PEAK RT 


VOLUME 


1000 M3 


lOOO MS 


1000 M2 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/e-i-DEC/S* 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/i MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



JAN 


157.171 


5.070 


5.974 


15.911 


126 


4.0 


96 


19.1 


162 


6.0 


96 


24.5 


4.4 


.31 


92 


.643 


FEB 


188.253 


6.491 


11 . 733 


24.549 


140 


4.0 


97 


25.6 


152 


10.0 


93 


26.7 


3.7 


.70 


81 


.565 


MAR 


222.797 


7.187 


12.627 


34.095 


83 


4.0 


95 


17.6 


162 


13.0 


91 


33.1 


3.9 


.67 


82 


.720 


APR 


174.251 


5.808 


7.762 


15.002 


128 


12.0 


90 


20.2 


144 


10.0 


93 


23.3 


3.4 


.85 


75 


.444 


MAY 


165.858 


5.350 


6.948 


31.822 


104 


11.5 


88 


15.3 


186 


8.0 


95 


29.5 


5.7 


.86 


84 


.803 


JUN 


146.570 


4.886 


5.569 


14.093 


173 


9.5 


94 


23.9 


185 


6.0 


96 


26.2 


3.8 


.46 


87 


.490 


JUL 


134.633 


4.343 


5.614 


13.183 


140 


3.0 


97 


18.4 


184 


5.0 


97 


24.0 


3.9 


1.30 


66 


.350 


AUG 


141.766 


4.573 


6.780 


36.368 


142 


16.0 


88 


17.8 


175 


5.0 


97 


24.1 


4.9 


1.20 


75 


.525 


SEP 


141.133 


4.704 


5.304 


11.365 


81 


6.0 


92 


10.5 


131 


6,7 


94 


17.5 


5.0 


.59 


88 


.622 


OCT 


169.896 


5.481 


6.144 


13 . 184 


127 


12.0 


90 


19.5 


216 


9.0 


95 


35.1 


4.1 


.56 


86 


.601 


NOV 


172.242 


5.741 


6.676 


11.365 


133 


10.0 


92 


21.1 


187 


5.0 


97 


31.3 


3.5 


.22 


95 


.565 


DEC 


189 .801 


6.123 


10.564 


28,186 


132 


4.0 


96 


24.2 


203 


6.0 


97 


J7.3 


4.4 


.29 


93 


.780 



"TOTAL 

2004.371 

AVERAGE 
MAXIMUM 
, 'no. of SAMPLES 



5.480 



12.627 36.368 



125 



4S 



8.0 93 



4S 



233.8 



ITS 



242 



7.4 95 



333.2 



4.2 



14 



.66 84 



14 



7.108 



97 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 
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REGION 2 
WEST CENTRAL 



i 
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ONTARIO MINISTRY OF THE ENVIROMMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000043 BRANTFORD WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : BRANTFORD 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



73,26<i 

73.000 

99.6 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 61.828 1000 M3 DESIGN BODS : 180.0 MG/L DESIGN SUSP. SOLIDS : Z-iO-Q MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — x— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 




VOLUME 


1000 MS 


DATE 


1000 M3 


/DAY 


JAN/SI-DEC/e** 




JAN 


1567.000 


50.500 


FEB 


1658.500 


57.200 


MAR 


1772.500 


57.200 


APR 


1894.700 


63.200 


MAY 


1S04.700 


58.200 


JUN 


1S12.500 


60.400 


JUL 


1585.100 


51.100 


AUG 


1515.200 


48.900 


SEP 


1551,700 


51 . 700 


OCT 


1559.900 


50.300 


NOV 


1510.100 


50.300 



DEC 1540.000 



MAX DAY PEAK RT 
1000 M3 1000 H3 
/DAY /DAY 



54 . 700 
76.700 
66.900 
74.800 
68 . BOO 
76.900 
61.800 
55.000 
62.400 
56.100 
54.700 
56.100 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



180 


9.6 


94 


267.0 


243 


9.3 


96 


366.2 


6.5 


.61 


90 


9.230 


134 


6.7 


95 


211.1 


215 


6.5 


96 


345.7 


5.4 


.59 


89 


7.977 


158 


14.0 


91 


255.2 


212 


8.6 


95 


360.4 


5.2 


.69 


86 


7.993 


144 


14.0 


90 


246.3 


192 


6.3 


96 


351.8 


5.0 


.83 


83 


7.901 


139 


15.6 


88 


222.7 


197 


6.6 


96 


343.6 


5.1 


.68 


86 


7.977 


161 


11.1 


93 


271.6 


191 


5.3 


97 


336.5 


4.4 


.71 


83 


6.688 


88 


12.0 


86 


120.4 


166 


5,4 


96 


254.5 


4.6 


.87 


81 


5.912 


100 


12.7 


87 


132.2 


207 


5.8 


97 


304.8 


4.5 


.61 


82 


5.591 


115 


15.0 


86 


155.1 


206 


7.9 


96 


307.3 


4.5 


.88 


60 


5.617 


137 


14.2 


69 


191.5 


218 


8.2 


96 


327.2 


5.2 


.91 


62 


6.692 


145 


12.7 


91 


199.7 


212 


8.9 


95 


306.7 


4.9 


.77 


84 


6.237 


137 


16.0 


88 


186.3 


289 


9.4 


96 


430.5 


5.2 


.54 


69 


7.176 



TOTAL 

19771.700 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



54.058 



76.900 



136 12.8 90 



103 103 



2459.6 



212 7.3 96 



247 247 



4035.9 



5.0 .74 85 



93 MS 



84.991 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000276 GALT WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLLfDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : CAMBRIDGE (GALT) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



76,505 

44 > 966 

5a.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 38.641 1000 MS DESIGN BODS : 250.0 MG/L DESIGN SUSP. SOLIDS ". 250.0 HS/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><-~ SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 H3 


/DAY 


JAN/a-i- DEC/84 




JAN 


861.660 


27.800 


FEB 


946.318 


32.700 


MAR 


1039.538 


33.530 


APR 


1096.770 


36.560 


MAY 


1030.650 


33.258 


JUN 


973.839 


32.460 


JUL 


926.102 


29.870 


AUG 


1007. 530 


32.500 


SEP 


969.611 


32.520 


OCT 


946 . 786 


30.540 


NOV 


881.500 


29.380 


DEC 


846.980 


27.320 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



31.220 65.000 

50.620 90.500 

41.850 78.200 

42.990 70.500 

37.530 65.900 

39.100 93.200 

38.880 77.300 

39.480 84.500 

43.510 89.500 

36.850 66.900 

34.560 61.400 

31.360 80.000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MS/L MG/L Y. KG 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



1000 INFLUENT EFFLUENT 
KG MG/L HG/L V. 



151 


26.3 


82 


107.4 


185 


25.3 


86 


137.6 


163 


25.0 


84 


130.8 


189 


29.5 


84 


151 . 2 










160 


23.6 


85 


141.7 


103 


4.8 


95 


107.7 


188 


9.1 


95 


196.2 


92 


7.4 


91 


87.1 


154 


7.6 


95 


150.8 


107 


12.6 


88 


91.9 


164 


8.1 


95 


151.8 


130 


7.6 


94 


113.3 


162 


7.9 


95 


142.7 


108 


5.8 


94 


102.9 


151 


7.3 


95 


144.7 


202 


9.4 


95 


186.7 


160 


10-7 


93 


144.7 


192 


21.4 


88 


161.5 


174 


15.4 


91 


150.1 


152 


9.9 


93 


125.2 


167 


11.6 


93 


136.9 


170 


24.8 


85 


122.9 


169 


13.5 


92 


131.7 



REDUCTION 
1000 
KG 



7.6 


1.07 


85 


5.627 


6.6 


1.01 


84 


5.301 


6.5 


.60 


87 


5.924 


5.5 


.66 


84 


5.089 


5.6 


.94 


83 


4.803 


5.6 


.78 


86 


4.694 


5.6 


.82 


85 


4.427 


5.7 


.91 


84 


4.826 


5.8 


.92 


84 


4.732 


6.3 


.88 


86 


5.132 


4.9 


.81 


83 


3.605 


5.2 


.91 


82 


3.634 



TOTAL 

11529.064 

AVERAGE 

MAXIMUM 
"no. OF SAMPLES 



31.519 



50,620 93.200 



142 14.0 90 



S7 37 



1337 . 9 



169 14-1 91 



Z» 224 



1780.6 



5.9 .89 84 



84 198 



57.794 
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ONTARIO MIKISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000622 PRESTON MPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : CAMBRIDGE (PRESTON) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



76,505 

19,673 

25.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 16.865 1000 M3 DESIGN B0D5 470.0 MG/L DESIGN SUSP. SOLIDS ^70.8 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 MS 


1000 M3 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 



JAN/8'i-DEC/8'i 



JAN 


241.030 


7.780 


9.440 


20.200 


FEB 


263.260 


9.080 


13.860 


29.800 


MAR 


272.620 


8.790 


10.800 


23.600 


APR 


251.700 


8.290 


9.740 


19.800 


MAY 


272.420 


8.790 


10.590 


20.700 


JUN 


271.020 


9.030 


10.740 


21.300 


JUL 


236.990 


7.650 


9.570 


25 . 900 


AUG 


251.740 


8.120 


11.650 


23.200 


SEP 


234.690 


7.830 


10.120 


19.500 


OCT 


235.850 


7.610 


9.250 


20.500 


NOV 


181.990 


6.070 


8.390 


20.600 


DEC 


217. B60 


7.020 


9.180 


19.100 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



660 


38.0 


94 


149.9 


551 


29.0 


94 


137.4 


581 


22.0 


96 


152.3 


486 


19.0 


96 


117.5 


862 


26.0 


96 


227.7 


723 


23.0 


96 


189.7 


716 


25.0 


96 


163.7 


819 


22.0 


97 


200.6 


636 


12.0 


98 


146.5 


738 


13.0 


98 


170.9 


292 


59.0 


79 


42.4 


703 


30.0 


95 


146.4 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



762 


15.0 


98 


180.0 


7.1 


.75 


89 


1.531 


557 


10.0 


98 


144.0 


6.9 


.60 


91 


1.659 


445 


11.0 


97 


118.3 


5.8 


.50 


91 


1.445 


464 


10.0 


97 


119.3 


6.5 


.50 


92 


1.460 


799 


8.0 


98 


215.4 


8.2 


.40 


95 


2.125 


750 


9.0 


98 


200.8 


6.2 


.30 


95 


1.599 


631 


15.0 


97 


145.9 


6.9 


.70 


89 


1.469 


660 


12.0 


98 


163.1 


7.3 


.70 


90 


1.661 


627 


10.0 


98 


144.9 


6.0 


.40 


93 


1.315 


866 


17.0 


98 


200.2 


7.4 


.50 


93 


1.6Z7 


772 


54.0 


93 


130.6 


5.2 


.80 


84 


.801 


888 


10.0 


98 


191.0 


7.4 


.70 


90 


1.458 



TOTAL 

2931.090 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



8.013 



13.860 29.800 



647 26.5 95 



44 43 



1845.5 



686 15.0 97 



217 227 



1953 . 9 



4.7 .57 91 



S7 35 



18.150 
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OKTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TBEATHENT 
WORKS NUMBER : 120001425 DELHI NPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 65 



MUNICIPALITY : DELHI 

REGION : 02 WEST-CENTRAL 

CURRENT POPULATION ! 
POPULATION SERVED : 
PERCENT SERVED : 



14,923 

3,839 

25.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3.182 1000 H3 DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS ■ 19G.0 MG/L 

<— - FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 





TOTAL 


AV6 DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 HI 


/DAY 


/DAY 


/DAY 



JAN/84 -DEC/84 



JAN 


51.850 


1.670 


2.100 


4.000 


FEB 


62.070 


2.140 


2.950 


5.450 


HAR 


72.800 


2.350 


2.870 


5.450 


APR 


73 . 070 


2.440 


2.950 


5.650 


MAY 


62.760 


2.030 


2.790 


5.450 


JUN 


59.280 


1.980 


2.540 


5.450 


JUL 


54.270 


1.750 


2.310 


5.450 


AUG 


52.390 


1.690 


2.070 


5.810 


SEP 


57.680 


1.920 


3.280 


6.360 


OCT 


68.940 


2.230 


3.030 


5.450 


NOV 


55.320 


1.840 


2.750 


6.000 


DEC 


50.660 


1.640 


2.140 


4.S50 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



127 


18.6 


85 


5.6 


132 


6.0 


95 


7.6 


150 


4.5 


97 


10.5 


134 


7.8 


94 


9.2 


138 


15.0 


89 


7.7 


163 


15.8 


90 


8.7 


145 


17.0 


88 


6.9 


85 


12.0 


85 


S.8 


110 


5.1 


95 


6.0 


137 


7.3 


94 


8.9 


130 


8.9 


93 


6.6 


174 


3.8 


97 


0.6 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L NG/L X KG 



162 


10.8 


93 


7,8 


165 


11.1 


93 


9.5 


210 


11.1 


94 


14.4 


158 


9.0 


94 


10.8 


150 


8.9 


94 


8.8 


188 


7.0 


96 


10.7 


149 


9.6 


93 


7.5 


118 


9.4 


92 


5.6 


121 


7.5 


93 


6.5 


133 


7.5 


94 


8.6 


122 


7.9 


93 


6.3 


148 


10.0 


93 


6.9 



REDUCTION 
INFLUENT EFFLUENT 1000 
M6/L MG/L y. KG 



6.6 


.96 


85 


.292 


6.0 


.41 


93 


.347 


7.2 


.31 


95 


.502 


6.4 


.55 


91 


.427 


6.0 


.28 


95 


.359 


6.6 


.14 


97 


.383 


6.7 


.32 


95 


.346 


3.9 


.18 


95 


.195 


6.0 


.35 


94 


.326 


6.2 


.20 


96 


.414 


6.3 


.07 


98 


.345 


6.4 


.18 


97 


.315 



TOTAL 

721.090 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.973 



3.280 6.360 



135 10.1 92 



M IS 



90.7 



152 9.1 93 



41 40 



104.1 



6.1 .32 94 



18 IB 



4.251 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFOFHIANCE REPORT 
DUNNVILLE MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS KUtffiER : 120001443 



TREATMENT FACILITY 



CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : DUNNVILLE 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11,226 

5,471 

48.7 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY • 7.726 1000 M5 DESIGN B0D5 : 182.0 MB/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 H3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/84 








JAN 


84.900 


2.748 


4.310 


9.090 


FEB 


139.700 


4.600 


10.700 


15 . 000 


MAR 


135.350 


4.370 


7.620 


10.450 


APR 


170.900 


5.697 


6.950 


12.270 


MAY 


W6.950 


4.748 


7.500 


11.400 


JUN 


140.700 


4.690 


8.200 


10.100 


JUL 


140.530 


4.530 


7.400 


10.000 


AUG 


174.600 


5.600 


8.300 


13 . 600 


SEP 


126.400 


4.200 


8.600 


14.100 


OCT 


121.500 


3.900 


6.400 


6.900 


NOV 


143.700 


4.790 


8.200 


10.000 


DEC 


159.100 


5.100 


11.400 


10.500 


'TOTAL 


1684.330 








AVERAGE 












4.596 






MAXIMUM 








I 






11.400 


15.000 


'no. of SAMPLES 









REDUCTION 
INFLUENT EFFLUENT 1000 



H6/L 



MG/L 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



558 


4.2 


99 


47.0 


149 


7.5 


94 


12.0 


3.9 




.57 


85 


.283 


65 


5.9 


90 


8.2 


129 


8.0 


93 


16.9 


2.8 




.32 


88 


.346 


53 


10.0 


81 


5.8 


140 


8.1 


94 


17.8 


2.9 




.43 


85 


.334 


31 


6.7 


78 


4.1 


125 


8.3 


93 


19.9 


2.3 




.36 


84 


.352 


90 


8.4 


90 


11.9 


166 


10.4 


93 


22.8 


2.9 




.50 


82 


.353 


204 


4.1 


97 


28.1 


159 


7.9 


95 


21.2 


2.6 


4 


.70 


- 


- 


220 


7.2 


96 


29.9 


236 


10.9 


95 


31.6 


3.4 




.70 


79 


.379 


368 


10.9 


97 


62.3 


137 


14.7 


89 


21.3 


4.3 




.81 


81 


.609 


347 


17.8 


94 


41.6 


181 


9.6 


94 


21.6 


4.3 




.59 


86 


.469 


671 


103.5 


84 


68.9 


256 


57.5 


77 


24.1 


5.6 


1 


.55 


72 


.492 


670 


116.8 


62 


79.4 


414 


37.1 


91 


54.1 


5.7 


1 


.30 


77 


.632 


132 


6.6 


95 


19.9 


139 


8.6 


93 


20.7 


3.6 




.36 


90 


.515 



407.6 



284. S 



♦ .744 



284 25.1 90 



S9 35 



185 15.7 92 



176 17Q 



3.6 1.01 S2 



rvftis 4Wt 



I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
FERGUS WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 1100002'i9 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 5.000 1000 M3 



MUNICIPALITY : FERGUS 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,935 
98,3 



DESIGN BODS 



200.0 HG/L 



DESIGN SUSP. SOLIDS 



ZOO.O MG/L 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x- 



TOTAL 
VOLUME 
DATE 1000 M3 

JAH/S-i-DEC/aA 



AVG DAY 

1000 M3 

/DAY 



MAX DAY PEAK RT 

1000 M3 1000 M5 INFLUENT EFFLUENT 

/DAY 



/DAY 



JAN 


86.500 


2.790 


3. 500 


5.100 


FEB 


167.500 


5.770 


9.200 


9.100 


HAR 


149.100 


4.810 


6.500 


7.700 


APR 


150.800 


5.020 


6.200 


6.600 


MAY 


112.800 


3.630 


4.200 


6.S0O 


JUN 


104.200 


3.590 


4.600 


5.500 


JUL 


96.400 


3.100 


4.600 


9.100 


AUG 


8Z.600 


2.660 


3.000 


9.100 


SEP 


88.600 


2.950 


3.800 


9.100 


OCT 


86.600 


2.790 


3.100 


5.600 


NOV 


106.600 


3.550 


6.200 


8.900 


DEC 


130.000 


4.190 


8.100 


9.100 



MG/L 



MG/L 



128 


9.8 


92 


10.2 


127 


8.4 


93 


19.8 


95 


17.1 


82 


11.6 


107 


9.3 


91 


14.7 


179 


4.5 


97 


19.6 


157 


8.6 


94 


15.4 


154 


5.9 


96 


14.2 


180 


16.0 


91 


13.5 


144 


9.9 


93 


11.8 


132 


16.2 


87 


10.0 


148 


8.3 


94 


14.8 


97 


12.5 


87 


10.9 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 


REDUCTION 


1000 


INFLUENT EFFLUENT 1000 


KG 


MG/L MG/L ■/. KG 



98 


21.2 


78 


6.6 


5.4 


.64 


88 


.412 


92 


13.7 


85 


13.1 


4.5 


.54 


88 


.663 


105 


10.8 


89 


14.0 


3.8 


.65 


82 


.470 


85 


10.0 


88 


11.3 


4.2 


.67 


84 


.532 


212 


12.3 


94 


22.5 


6.9 


.64 


90 


.706 


126 


12.3 


90 


11.8 


6.6 


.81 


87 


.603 


144 


14.8 


89 


12.4 


6.3 


.73 


88 


.537 


303 


15.3 


94 


23.7 


9.4 


.69 


92 


.719 


120 


25.1 


79 


8.4 


10.5 


.63 


94 


.874 


13« 


29.8 


78 


9.3 


6.8 


.67 


90 


.531 


191 


27.0 


85 


17.4 


4.5 


.34 


92 


.443 


189 


13.5 


92 


22.8 


5.1 


.75 


85 


.566 



"total 

1361.700 

AVERAGE 

MAXIMUM 

NO. OF SAMPLES 



3.738 



9.200 9.100 



137 10,5 91 



ee 20 



167.1 



150 17.1 87 



20 243 



173.7 



6.1 . 64 88 



20 385 



7.056 



105 



ONTARIO HINISTRY OF THE ENVIRONMENT 

SEMAGE TREATHENT 
WORKS NUMBER : 120601452 CALEOCmiA MPCP 



TREATMENT FACILITY : CONVEMTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY HQNITORINe INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV S5 



MUNICIPALITY : HALOIMANO CCALEDONIA) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



'i,237 
25.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESISN CAPACITY : 2.273 1000 H3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 KG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— - SUSPENDED SOLIDS —-><--- TOTAL PHOSPHORUS — > 





TOTAL 


AVS DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 K3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/84 








JAN 


55.810 


1.800 


2.260 


4.550 


FEB 


81.180 


2.800 


4.720 


5.460 


•MR 


88.210 


2.845 


4.650 


4.550 


APR 


79 . 78G 


2.660 


4.770 


4.600 


NAY 


68.960 


2.220 


3.400 


4.550 


JWH 


69.460 


2.320 


4.690 


4.550 


JM. 


58.270 


1.880 


2.520 


4.550 


AUB 


54.900 


1.830 


2.360 


4.550 


sep 


68.400 


2.280 


4.100 


4.550 


OCT 


53.620 


1.730 


1.960 


4.550 


NOW 


61.230 


2.040 


2.880 


4.550 


tm 


73.160 


2.360 


4.390 


4.550 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L H6/L y. KG 



120 


3.8 


96 


6.4 


107 


4.2 


96 


8.3 


86 


2.7 


96 


7.3 


113 


3.6 


96 


8.7 


102 


7.9 


92 


6.4 


187 


2.7 


98 


12.8 


145 


5.2 


96 


8.1 


71 


18.3 


74 


2.8 


184 


5.3 


97 


12.2 


178 


6.6 


96 


9.1 


215 


15.8 


92 


12.1 


112 


12.4 


88 


7.2 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L KG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



121 


12.9 


89 


6.0 


6.3 


.47 


92 


.325 


121 


13.8 


88 


8.7 


4.3 


.41 


90 


.316 


121 


18.2 


84 


9.0 


4.3 


.43 


90 


.341 


191 


10.6 


94 


14.3 


5.6 


.20 


96 


.431 


173 


13.2 


92 


11.0 


6.4 


.32 


95 


.419 


245 


10.8 


95 


16.2 


8.7 


.43 


95 


.574 


253 


8.5 


96 


14.2 


7.4 


1.47 


80 


.346 


152 


10.9 


92 


7.7 


11.2 


.76 


93 


.573 


171 


14.9 


91 


10.6 


6.0 


.35 


94 


.386 


189 


15.3 


91 


9.3 


7.8 


.76 


90 


.376 


177 


30.4 


82 


8.9 


8.2 


1.55 


81 


.407 


130 


23.0 


82 


7.8 


6.8 


.88 


87 


.433 



TOTAL 



812.980 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.230 



4.770 5.460 



135 7.3 93 



a 2s 



102.1 



170 15.2 90 



ts ts 



124.2 



6.9 .67 90 



22 19 



4.927 
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ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY HONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
KITCHENER WPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110000374 



treatment facility : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 122. 7A2 1000 M3 



MUNICIPALITY : KITCHENER 

REGION ; 02 NEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



141,438 

138,271 

97.7 



DESIGN BODS 



275.0 MG/L 



DESIGN SUSP. SOLIDS 



300.0 MG/L 



<- — 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/84 -DEC/84 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x- 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 MS 

/DAY /DAY /DAY 



JAN 


1914 


733 


61 


766 


69 


417 


100 


100 


FEB 


2301 


186 


79 


351 


165 


838 


227 


500 


MAR 


2341 


S09 


75 


533 


110 


195 


191 


100 


APR 


2236 


541 


74 


551 


104 


058 


136 


500 


HAY 


2702 


537 


71 


050 


86 


192 


lie 


300 


JUN 


2210 


264 


73 


675 


112 


786 


141 


100 


JUL 


1957 


371 


63 


141 


79 


237 


122 


.800 


AUG 


1989 


922 


64 


191 


79 


237 


113 


.800 


SEP 


1998 


694 


66 


623 


84 


.465 


150 


.200 


OCT 


1970 


.690 


63 


571 


69 


.008 


100 


.100 


NOV 


1956 


690 


65 


.223 


SO 


.692 


132 


.000 


DEC 


1986 


420 


64 


.078 


83 


.828 


136 


.500 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



277 


4.0 


98 


522.7 


267 


8.0 


97 


495.9 


7.8 


.20 


97 


14.552 


271 


5.0 


98 


612.1 


222 


8.0 


96 


492.4 


6.7 


.60 


91 


14.037 


246 


8.0 


96 


557.2 


210 


9.0 


95 


470.6 


6.4 


.70 


89 


13.347 


313 


10.0 


96 


677.6 


199 


9.0 


95 


424.9 


6.5 


.70 


89 


12.972 


275 


6.0 


97 


726.9 


223 


7,0 


96 


583.7 


7.4 


.70 


90 


18,107 


224 


4,0 


98 


486.2 


220 


7.0 


96 


470.7 


6.5 


.80 


87 


12.599 


227 


4.0 


98 


436.4 


203 


5.0 


97 


387.5 


6.4 


.80 


87 


10.961 


294 


4.0 


98 


577.0 


221 


3.0 


98 


433.8 


7.1 


.80 


88 


12.537 


307 


4.0 


98 


605.6 


224 


4.0 


98 


459.7 


6.1 


.70 


88 


10.793 


368 


5.0 


98 


715.3 


253 


4.0 


98 


490.7 


7.4 


.70 


90 


13.204 


279 


5.0 


98 


536.1 


248 


5.0 


97 


475.4 


7.4 


.70 


90 


13.110 


284 


6.0 


97 


552.2 


238 


6.0 


97 


460.8 


7.8 


.90 


88 


13.706 



TOTAL 

25566.557 

AVERAGE 
MAXIMUM 
"no. OF SAMPLES 



68.563 



165.838 227.500 



2Se 5.4 98 



98 IflS 



7005.9 



5626.5 



227 6.2 97 



228 262 



6.9 .69 89 



160 164 



159.925 
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ONTARIO HIMISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
ORANGEVILLE WPCP 



HORKS NUMBER : 110000542 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



MUNICIPALITY 
REGION 



REPORT TYPE 001 
REPORT date: 7 NOV S5 



ORANGEVILLE 

02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



13,969 

14,000 
100.2 



OPERATING AUTHORITY'. MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 14.547 1000 H3 DESIGN B0D5 : 200.0 HG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

X-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS — > 



< — 


FLOW 


DATA 




— 


TOTAL 


AVG DAY 


MAX DAY 


PEAK 


RT 


VOLUME 


1000 M3 


1000 M5 


1000 


MS 


1000 M3 


/DAY 


/DAY 


/DAY 





JAN/84-DEC/84 



JAN 


180.500 


5.800 


7.SO0 


FEB 


292.100 


10.000 


18.700 


MAR 


280.800 


9.100 


15.400 


APR 


294.600 


9.820 


12.800 


MAY 


226.400 


7.S00 


S.500 


JUN 


199.100 


6.600 


7.900 


JUL 


186.500 


6.000 


7.S00 


AUG 


184.200 


5.940 


7.100 


SEP 


197.508 


6.600 


8.000 


OCT 


197.200 


6.400 


7.000 


NOV 


194.400 


6.500 


6 . 500 


DEC 


246.500 


a. 000 


17.000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT lOOO 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



13S 


1.9 


98 


24.0 


139 


4.0 


97 


24.5 


6.5 


.40 


93 


1.101 


104 


8.8 


91 


27.8 


93 


5.2 


94 


25.6 


4.9 


.40 


91 


1.314 


72 


12.4 


82 


16.7 


103 


4.3 


95 


27.7 


3.2 


.30 


90 


.814 


47 


4.5 


90 


12.5 


101 


3.1 


96 


28.8 


2.1 


.40 


80 


.501 


89 


5.0 


94 


19.0 


117 


5.3 


95 


25.2 


4.6 


.50 


89 


.928 


99 


4.9 


95 


18.7 


144 


5.0 


96 


27.6 


5.5 


.50 


90 


.996 


129 


1.9 


98 


23.7 


180 


3.6 


98 


32.8 


6.5 


.23 


96 


1.169 


120 


2.9 


97 


21.5 


156 


5.9 


96 


27.6 


6.2 


.34 


94 


1.079 


124 


7.2 


94 


23.0 


120 


7.0 


94 


22.3 


4.5 


.50 


88 


.790 


171 


10.2 


94 


31.7 


176 


7.9 


95 


33.1 


6.4 


.30 


95 


1.203 


140 


9.0 


93 


25.4 


161 


6.9 


95 


29.9 


6.2 


.28 


95 


1.151 


145 


6.3 


95 


34.1 


124 


5.2 


95 


29.2 


6.0 


.12 


98 


1.449 



TOTAL 

2679 . SOD 

AVERAGE 
HAXIMUH 
"no. of SAMPLES 



7.338 



18.700 



114 6.2 93 



M » 



278.5 



1S4 5.2 95 



7ft Stt 



i.7 



jn m. 



:I2^*SB 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEMAGE TREATMENT 
WORKS NUMBER : 11000108S PALKERSTON WPCP 

TREATMENT FACILITY s CONVENTIONAL ACTIVATED SLUDGE 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : O.Ml lOOO H3 



UTILITY MONITORINt: INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : PALMERSTON 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



DESIGN B0D5 



176.0 MG/L 



DESIGN SUSP. SOLIDS 



160.0 r«>/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x— 



SUSPENDED SOLIDS 



TOTAL PHOSPHORUS 



1,981 
2,050 
103.4 



— > 



AVG DAY MAX DAY PEAK RT 

1000 MS 1000 M3 1000 H3 

/DAY /DAY /DAY 



JAN 


41.800 


1.340 


1.600 


5.600 


FEB 


67.110 


3.000 


8.900 


11.200 


MAR 


62.957 


2.030 


5.240 


8.910 


APR 


55.663 


1.855 


5.052 


4.800 


HAY 


39.642 


1.278 


2.210 


3.891 


JUN 


58 . 785 


1.959 


8.183 


12.000 


JUL 


52.811 


1.286 


4.864 


4.664 


AUG 


25. 260 


.814 


1.059 


4.128 


SEP 


28.206 


.940 


1.227 


4.128 


OCT 


28.360 


,914 


1.114 


5.000 


NOV 


35.281 


1.176 


2.050 


3.446 


DEC 


40.953 


1.521 


2.050 


3.778 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L 'A KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



127 


52.0 


59 


3.1 


105 


57.0 


64 


2.6 


10.2 


3.55 


67 


.286 


104 


120.0 


- 


- 


151 


94.5 


37 


4.9 


4.2 


4.22 


- 


- 


47 


36.0 


23 


.6 


61 


44.9 


26 


1.0 


2.2 


1.40 


36 


.050 


106 


20.0 


81 


4.7 


105 


30.7 


70 


4.1 


2.9 


1.46 


49 


.060 


75 


59.0 


21 


.6 


52 


63.2 


- 


- 


3.6 


2.74 


23 


.034 


62 


94.0 


- 


- 


73 


87.3 


- 


- 


4.5 


7.00 


- 


- 


255 


90.0 


64 


5.4 


251 


44.5 


80 


6.1 


10.7 


6.10 


42 


.151 


155 


85.0 


45 


1.7 


96 


61.8 


35 


.8 


6.9 


5.20 


24 


.043 


648 


83.0 


87 


15.9 


553 


69.2 


87 


13.7 


11.3 


5.60 


SO 


.161 


223 


170.0 


23 


1.5 


186 


213.0 


- 


- 


11.0 


.20 


98 


.306 


413 


63.0 


84 


12.3 


1240 


69.5 


94 


41.2 


48.5 


4.20 


91 


1.563 



"TOTAL 

536.828 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.493 



8.900 12.000 



203 79 . 2 54 



U 11 



46.2 



259 74.1 62 



11 U 



74.9 



10.5 3,77 53 



11 11 



2.674 
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ONTARIO HINISTRY OF THE ENVIRONMENT 

SEWAGE TREATHENT 
HOraCS NUreER : 110000677 SIMCOE HPCC 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



UTILITY HONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 8S 



MUNICIPALITY : SIHCOE 

REGION : 02 WEST-CENTRAL 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED t 



14 , 084 

11,961 

84.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY ; 1S.4S6 1000 M3 DESIGN B0D5 : 220.0 MG/L DESIGN SUSP. SOLIDS : 230.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS -—><-— TOTAL PHOSPHORUS — -> 





TOTAL 


AVG DAY 


MAX DAY 




VOLUME 


1000 MS 


1000 M2 


DATE 


1000 M3 


/DAY 


/DAY 


JAN/84-DEC/84 






JAN 


271.<»05 


8.755 


11.596 


FEB 


313.095 


10.796 


18.667 


MAR 


329.530 


10.630 


15.734 


APR 


329.530 


10 . 984 


15.470 


MAY 


209.740 


6.766 


13.650 


JUN 


291.040 


9.701 


11.430 


JUL 


27S.409 


8.884 


11.656 


AUG 


265.401 


8.561 


12.125 


SEP 


343.576 


11.455 


14 . 146 


OCT 


286.496 


9. 242 


13.124 


NOV 


231.152 


7.705 


9.014 


DEC 


244. 33« 


7.882 


11.020 



/DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L '/. KG 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1000 INFLUENT EFFLUENT 
KG HG/L MG/L 7. 



REDUCTION 
1000 
KG 



225 


1.7 


99 


60.6 


408 


3.6 


99 


109.7 


9.5 


.76 


92 


2.372 


530 


4.6 


98 


101.8 


189 


2.4 


98 


58.4 


7.8 


.75 


90 


2.207 


328 


4.0 


98 


106.7 


243 


3.3 


98 


78.9 


8.0 


.66 


91 


2.419 


158 


2.9 


98 


51.1 


205 


1.6 


99 


67.0 


4.7 


.65 


86 


1.335 


231 


4.3 


98 


47.5 


198 


2.1 


98 


41.0 


6.0 


.64 


89 


1.124 


360 


2.5 


99 


104.0 


205 


4.2 


97 


58.4 


8.9 


.71 


92 


2.384 


264 


7.4 


97 


70.6 


195 


8.0 


95 


51.5 


5.6 


.76 


86 


1.333 


283 


1.9 


99 


74.6 


283 


.5 


99 


74.9 


5.3 


.84 


84 


1.184 


473 


122.2 


74 


120. S 


650 


63.0 


90 


201.6 


7.0 


1.38 


80 


1.931 


434 


65.4 


84 


105.6 


813 


96.6 


88 


205.2 


8.0 


.79 


90 


2.066 


634 


2.7 


99 


145.9 


341 


.9 


99 


78.6 


6.7 


.83 


87 


1.357 


193 


3.8 


98 


46.2 


218 


.3 


99 


53.1 


5.2 


.72 


86 


1.095 



TOTAL 

3390.712 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



9.280 



18.667 



326 18.6 95 



51 24 



1035.5 



329 15.5 97 



n M 



1078.9 



«.« .79 8« 



Si 



20.807 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAfiE TREATMENT 
WORKS NUMBER : 110000793 WATERLOO WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 45.460 1000 M3 



UTILITY HONITORINS INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 65 



MUNICIPALITY : WATERLOO 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



57,412 

54,157 

94.3 



DESIGN BODS 



270.0 MG/L 



DESIGN SUSP. SO LIDS 



270.0 HG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 M3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 


JAN/S4-DEC/84 








JAN 


1066.400 


34.400 


43.100 




FEB 


1378.900 


47.500 


77.300 




MAR 


1532.900 


49.480 


64.800 




APR 


1387.600 


46.250 


60.200 




MAY 


1345.400 


43.400 


50.700 




JUN 


1236.700 


41.220 


49.200 




JUL 


1139.000 


36.700 


45.100 




AUG 


1136.300 


36.650 


48.300 




SEP 


1222.800 


40.760 


58.300 




OCT 


1213.000 


39.120 


49.500 




NOV 


1288.900 


42.960 


52.500 




DEC 


1263.500 


40.760 


50.700 





— x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L Y. KG 



->< TOTAL PHOSPHORUS > 

REDUCTION 
INFLUENT EFFLUEKT 1000 
MG/L MG/L v. 



KG 



300 


29.0 


90 


288.9 


470 


19.0 


95 


480.9 


6.9 


1.30 


61 


5.972 


250 


21.0 


91 


315.7 


500 


11.0 


97 


674.2 


6.2 


.80 


87 


7.446 


250 


34.0 


86 


331.1 


340 


17.0 


95 


495.1 


5.5 


.90 


83 


7.051 


248 


8.0 


96 


321.9 


340 


6,0 


98 


463.4 


6.0 


.70 


86 


7.2S4 


260 


11.0 


95 


335.0 


450 


7.0 


98 


596.0 


6.5 


,70 


89 


7.803 


^a 


6.0 


97 


301.7 


510 


7.0 


98 


622.0 


6.6 


.50 


92 


7.544 


2M 


5.0 


98 


324.6 


540 


6.0 


98 


608.2 


7.5 


.90 


88 


7.517 


2M 


5.0 


98 


289.7 


550 


6.0 


98 


618.1 


6.5 


.90 


86 


6.363 


250 


9.0 


96 


294.6 


S90 


12.0 


96 


462.2 


6.2 


1.30 


79 


5.992 


SM 


9.0 


97 


352.9 


330 


11.0 


96 


386.9 


7.1 


1.50 


78 


6.793 


2S0 


6.0 


97 


288.7 


370 


8.0 


97 


466.5 


7.1 


1.00 


85 


7.862 


240 


10.0 


95 


290.6 


410 


15.0 


96 


499.0 


6.6 


1.30 


80 


6.697 



TOTAL 

15211.400 

AVERAGE 
MAXIMUM 
'no. OF SAMPLES 



41.600 



77.300 



260 12.7 95 



96 



3735.9 



433 10.4 97 



24S 244 



6373.0 



6.5 



.98 85 



83 205 



84.394 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTItlTY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
ELMIRA HPCP (COMBINED FLOW) 



WORKS NUMBER : 110000150 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WOOLWICH (ELMIRA ) 
02 WEST-CENTRAL 



TREATMENT FACILITY 



CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



16,363 

6,672 

41.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 3.091 1000 M3 



DESIGN BODS 



420.0 MG/L 



DESIGN SUSP. SOLIDS 



306.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'( 



FLOW DATA 



--X-BIOCHEMICAL OXYGEN DEMAND-x— 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 H3 1000 M3 

/DAY /DAY /DAY 



JU4 


88 . 903 


2.867 


3.611 


FEB 


164.765 


5.681 


10.277 


MAR 


140.215 


4.523 


8.654 


APR 


133.221 


4.440 


6.549 


MAY 


121.322 


5.913 


6.070 


Jim 


125.643 


4.188 


7.132 


JUL 


104.162 


3.360 


4.015 


AM 


97.136 


3.133 


4.114 


SEP 


119.875 


3.995 


4.956 


OCT 


111.262 


3.587 


4.016 


NOV 


133.644 


4.4S4 


7. 259 


DEC 


165.864 


5.350 


10.245 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



300 


27.0 


91 


24 


2 


256 


63.0 


75 


17 


1 


7 


9 


2.20 


72 


.507 


173 


22.0 


87 


24 


8 


151 


55.1 


63 


15 


8 


5 





8.10 


- 


- 


247 


33.6 


86 


29 


9 


162 


73.5 


54 


12 


4 


5 


2 


2.69 


48 


.352 


169 


17.2 


89 


20 


2 


175 


66.0 


62 


14 


5 


4 


5 


1.69 


62 


.374 


196 


26.6 
8.0 
10.8 
9.6 
28.0 
21.0 
28.0 


86 


20 


5 


196 


76.0 
40.0 
48.0 
56.0 
84.0 
66.0 
62.0 


61 


14 


5 


6 


5 


2.00 
1.44 
2.10 
1.50 
.94 
1.30 
3.70 


69 


.546 


229 


92.0 


59 


22 


.7 


199 


76.5 


61 


20 


.3 


7 


.5 


5.05 


32 


.406 



TOTAL 

1506.002 

AVERAGE 
MAXIMUM 
"wo. OF SAMPLES 



4.124 



10.277 



219 26.9 83 



M S« 



142.5 



189 63.8 63 



•7 177 



94.7 



«a 2.72 56 



18 43 



2.185 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
CAMPBELLFORD WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000962 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : CAMPBELLFORD 
REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3>364 

3,330 

98.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 5.909 1000 M3 DESIGN B0D5 200.0 MG/L DESIGN SUSP. SOLIDS 200.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS -— > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 






REDUCTION 




VOLUME 


1000 M3 


1000 M3 


1000 H3 


INFLUENT 


EFFLUENT 1000 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


MG/L 


MG/L 


/. KG 


MG/L 


MG/L 


•/. 


KG 


MG/L 


MG/L 


•/. 


KG 


JAN/8'i-DEC/84 






























JAN 


179.700 


5.800 


6.600 


8.900 


47 


7.4 


84 7.1 


40 


4.0 


90 


6.4 


2.5 


.90 


64 


.288 


FEB 


235.900 


8.130 


10 . 600 


11.400 


S5 


12.0 


65 5.4 


43 


5.4 


87 


8.8 


2.0 


1.10 


45 


.212 


MAR 


274.800 


8.860 


9.600 


10.500 


57 


9.8 


73 7.4 


39 


5.8 


85 


9.1 


1.4 


.50 


64 


.247 


APR 


237.200 


7.910 


9.600 


10.400 


14 


6.0 


57 1.8 


58 


6.6 


88 


12.1 


.8 


.60 


25 


.047 


MAY 


232.400 


7. 500 


8.400 


9.200 


52 


7.5 


85 10.3 


46 


4.6 


90 


9.6 


1.6 


.70 


56 


.209 


JUN 


194.800 


6.490 


7 . 000 


9.800 


33 


2.4 


92 5.9 


37 


4.1 


88 


6.4 


3.6 


.81 


77 


.543 


^L 


211.000 


6.810 


7.400 


8.600 


27 


3.1 


88 5.0 


39 


4.5 


88 


7.2 


1.8 


.90 


50 


.190 


AUG 


217.500 


7.020 


8.100 


10.400 


S7 


1.1 


97 7.8 


34 


4.5 


86 


6.4 


1.1 


.59 


46 


.111 


SEP 


215.000 


7.170 


7.900 


9.400 


15 


4.7 


68 2.2 


34 


4.9 


85 


6.2 


.7 


.61 


12 


.019 


OCT 


206.400 


6.660 


7.000 


8.200 


29 


3.0 


89 5.3 


49 


4.0 


91 


9.2 


1.6 


.29 


81 


.270 


NOV 


198.500 


6.620 


9.200 


10.400 


27 


3.1 


88 4.7 


44 


3.6 


91 


8.0 


1.5 


.63 


58 


.173 


DEC 


203.800 


6.570 


9.100 


11.000 








46 


3.8 


91 


8.6 











TOTAL 

2607 . 000 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



7.128 



10.600 11.400 



32 5.4 81 



U 11 



63.3 



4t 4.6 88 



«s «s 



98.5 



1.6 .69 52 



15 16 



2.309 



( 116 

I 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFOWIATION SYSTEM 

SEMAGE TREATMENT - PERFORMANCE REPORT 
1100013Z8 CLARKSON WPCP SOUTH-PEEL SYSTEM 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : X09.10A 1000 M3 



MUNICIPALITY : MISSISSAUGA (CLARKSON) 
REGION : 03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



540,000 

120,000 

22.2 



DESIGN BODS 



185.0 MG/L 



DESIGN SUSP. SOLIDS 



200 . HG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M5 


1000 M3 


DATE 


1000 va 


/DAY 


/DAY 


/DAY 


JAN/e-i-DEC/S* 








JAN 


2009.560 


64.820 


67.460 


100.000 


FEB 


2115.500 


72.950 


94.400 


172.700 


MAR 


2282 . 980 


73.640 


99.100 


159.100 


APR 


2611.020 


87.030 


10S.910 


142.460 


HAY 


2675.910 


86.320 


107.700 


156.800 


JUN 


2<*72.2'i0 


82.400 


106.900 


145.500 


JUL 


2131.530 


78.440 


107.410 


172.700 


AUG 


2281.700 


73 . 600 


98.330 


154.500 


SEP 


2332.030 


77.730 


109.500 


127.300 


OCT 


2092.410 


67.500 


97.600 


150.000 


NOV 


2089.100 


69.640 


90.970 


159.100 


DEC 


2151.870 


69.410 


99.870 


161.300 



— ><_BI0CHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS — -><— TOTAL PHOSPHORUS 



— > 



REDUCTION 
INFLUENT EFFLUENT 1000 
M6/L MG/L y. KG 



180 


7.0 


96 


347.6 


161 


7.0 


95 


325.7 


180 


6.0 


96 


397.2 


152 


8.0 


94 


375.9 


159 


8.0 


94 


404.0 


174 


9.0 


94 


407.9 


146 


9.0 


93 


333.1 


155 


8.0 


94 


335.4 


162 


9.0 


94 


356.8 


ISO 


10.0 


94 


355.7 


195 


8.0 


95 


390.6 


189 


9.0 


95 


387.3 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



177 


6.0 


96 


343.6 


176 


8.0 


95 


355.4 


230 


8.0 


96 


506.8 


162 


9.0 


94 


399.4 


183 


8.0 


95 


468.2 


219 


8,0 


96 


521.6 


188 


9.0 


95 


435.2 


189 


9.0 


95 


410.7 


182 


7.0 


96 


408.1 


204 


9.0 


95 


408.0 


203 


8.0 


96 


407.3 


218 


9.0 


95 


449.7 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MS/L /. KG 



8.0 


.90 


88 


14.268 


7.9 


.71 


91 


15.210 


8.3 


.85 


89 


17.008 


7.3 


.77 


89 


17.050 


7.9 


.82 


89 


18 . 94S 


8.0 


.84 


89 


17.701 


7.2 


.88 


87 


15.567 


7.6 


.98 


67 


15.105 


7.2 


I.IS 


84 


14.109 


7.7 


.97 


87 


14.082 


8.2 


.98 


68 


15.083 


9.6 


.83 


91 


18.872 



TOTAL 

27545.850 

AVERAGE 
MAXIMUM 
'no. OF SAMPLES 



75.290 



109.500 172.700 



169 



SI 



8.1 95 



223 



4417.6 



194 



81 



8.1 95 



225 



5114.4 



7.9 



81 



192.800 



.89 88 



223 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
W3RKS NUMBER : 11000128** LAKEVIEW WPCP SOUTH-PEEL SYSTEM 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY = MISSISSAUGA (LAKEVIEW) 
REGION : 03 CENTRAL 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



32*, 853 

370,000 
113.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 284.125 1000 M3 DESIGN BODS 300.0 MG/L DESIGN SUSP. SOLIDS 350.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS - — >< TOTAL PHOSPHORUS - — > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



TOTAL 
VOLUME 
DATE 1000 H3 

JAN/a4-DEC/84 

JAN 5177. 6Q0 167.000 186.200 316.700 

FEB 6037.600 208.200 269.400 365.800 

MAR 6587.300 212.500 299.000 353.800 

APR 6488.600 216.300 292.900 333.800 

MAY 

JUN 

JUL 5898.700 190.300 

AUG 5981.200 192.900 

SEP 6404.400 192.100 237.200 316.700 

OCT 5899.100 190.300 226.200 332.200 

200.600 267.900 334.700 

188.200 



6728.400 217.040 264.000 342.800 

6284. SOO 209.500 220.300 288.600 

238.900 345.800 

227.200 290.600 



NOV 6026 . 600 
DEC 5833 . 100 



REDUCTION 
INFLUENT EFFLUENT 1000 



216.600 346.600 



MG/L 

493 
449 
483 
407 
414 
438 
437 
587 
S84 
306 
352 
450 



MG/L X 



KG 



22.0 95 2438.6 

23.0 94 2572. 

22.0 95 3036.7 

18.0 95 2524.0 

20.0 95 2650.9 

15.2 96 2657.0 

18.0 95 2471.5 

21.0 96 3385.3 

10.0 98 3676.1 

20.0 93 1696.9 

17.0 95 2016.9 

18.0 96 2519.8 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L Z KG 



489 14.5 97 2456.7 

382 19.0 95 2191.6 

511 22.0 95 3221.1 

284 12.5 95 1761.6 

312 23.0 92 1944.5 

316 13.6 95 1900.4 

463 13.0 97 2654.4 

303 20.0 93 1692.6 

475 25.0 94 2881.9 

209 27.0 87 1073.6 

207 21.0 89 1120.9 

344 16.0 95 1913.2 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L '/. 



KG 



14.3 


.83 


94 


69.742 


13.0 


.89 


93 


73.115 


15,9 


.77 


95 


99.666 


11.4 


.48 


95 


70.856 


13.3 


.62 


95 


85.316 


16.0 


.82 


94 


95.399 


13.0 


1.00 


92 


70 . 784 


12.5 


1.10 


91 


68.166 


12.8 


1.00 


92 


75.572 


9.0 


1.23 


86 


'»5.e36 


17.4 


.86 


95 


99.644 


18.2 


.60 


96 


102.925 



TOTAL 

73347.100 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 

118 



198.762 



299.000 365.800 



31650.3 



450 18.6 95 



131 338 



24813.1 



357 18.8 94 



US 3S« 



957.041 



13.9 .85 93 



107 S3* 



I 
I 



At 

.I* 
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SOUTHEASTERN REGION M) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 
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^ 



REGION 4 - I 

SOUTHEASTERN ' 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM 

SEWASE TREATMEHT - PERFORMANCE REPORT 
WORKS NUMBER : 110000016 BELLEVILLE KPCP 1163500 M3/D. PRIMARY) 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

BELLEVILLE 

OA SOUTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL ACTIVATED SLUDGE 

PRIMARY 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



35,351 

35,351 

100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 54.552 1000 H3 



DESIGN BODS 



130.0 HG/L 



DESIGN SUSP. SOLIDS 



175.0 MG/L 





< 


FLOW 


DATA 







TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/84 








JAN 


988.190 


31.880 






FEB 


1001.470 


34.530 






MAR 


1021.300 


33.000 


38.300 


36.700 


APR 


1636.600 


54.600 


108 . 000 


225.000 


MAY 


18S6.400 


60.900 


121.300 


115.000 


JUN 


1452.200 


48.400 


59.300 


107.500 


JUL 


1328.600 


42.900 


57.700 


64.100 


AUG 


1470.000 


49.300 


66.600 


88.500 


SEP 


1500.800 


48.400 


91.600 


157.500 


OCT 


1304.700 


42.100 


54.300 


80.000 


NOV 


1337.600 


44.580 


50.500 


95.000 


DEC 


1966.100 


63.400 


84 . 000 


110.000 



-x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



— X— _ TOTAL PHOSPHORUS — > 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Y. KG 



115 


43.0 


62 


71.1 


55 


16.0 


70 


39.0 


118 


24. 


79 


96.0 


131 


30.0 


77 


165.2 


91 


19.0 


79 


135.8 


114 


96.0 


15 


26.1 


169 


26.0 


84 


189.9 


140 


20.0 


85 


176.4 


137 


24.0 


82 


169.5 


80 


25.0 


68 


71.7 


250 


63.0 


74 


250.1 


196 


25.0 


87 


336.2 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L X KG 



86 


52.0 


39 


33.5 


8.6 


2.70 


68 


5.830 


57 


23.0 


59 


34.0 


3.2 


1.18 


63 


2.023 


58 


38.0 


34 


20.4 


3.9 


1.31 


66 


2.645 


80 


26.0 


67 


88.3 


2.5 


.81 


67 


2.766 


163 


19.0 


88 


271.6 


3.4 


.75 


77 


4.999 


257 


19.0 


92 


345.6 


5.9 


.78 


86 


7.435 


110 


9.0 


91 


134.1 


4.1 


.50 


87 


4.783 


131 


17.0 


87 


167.5 


5.3 


.73 


66 


6.718 


137 


18.0 


86 


178.5 


5.0 


1.05 


79 


5.928 


128 


37.0 


71 


118.7 


4.9 


.87 


82 


5.258 


99 


23.0 


76 


101.6 


4.3 


.84 


80 


4.628 


114 


13.0 


68 


198.5 


4.2 


.70 


83 


6.881 



TOTAL 

16893.960 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



46.166 



121.300 225.000 



133 34.2 72 



40 4d 



1727.5 



118 24.5 73 



117 137 



1693.0 



4.6 1.81 77 



147 158 



59.894 
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ONTARIO HINISTRV OF THE ENVIRONMENT 

SEWAGE TREATMENT 
MORKS NUMBER : 110000365 KINGSTON WPCP 



TREATMENT FACILITY ; CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 25.003 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE! 7 NOV 85 



MUNICIPALITY : KINGSTON 

REGION : 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



27, 484 

18,700 

68.0 



DESIGN 8005 



238.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



FLOM DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x— 



SUSPENDED SOLIDS ><— - TOTAL PHOSPHORUS 



> 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/84 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 H3 

/DAY /DAY /DAY 



JAN 


384 


620 


12 


407 


14 


730 


FEB 


«93 


960 


17 


033 


33 


780 


NAR 


503 


480 


16 


241 


30 


520 


APR 


739 


980 


24 


666 


40 


260 


MAY 


545 


110 


17 


584 


22 


610 


JUM 


405 


220 


13 


507 


15 


320 


JUL 


374 


050 


12 


066 


13 


950 


AU6 


580 


910 


18 


739 


52 


290 


SEP 


409 


580 


13 


.652 


IS 


610 


OCT 


357 


920 


11 


546 


13 


320 


NOV 


401 


050 


13 


368 


16 


430 


DEC 


498 


750 


16 


089 


20 


680 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



HG/L 



MG/L 7, 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 

MG/L MG/L v. KG 



221 


32.0 


85 


72.6 


132 


16.7 


87 


44.3 


5.7 


1.10 


60 


1.769 


172 


21.0 


87 


74.5 


124 


15.0 


87 


53.8 


6.4 


.79 


87 


2.771 


262 


16.5 


93 


123.6 


148 


9.1 


93 


69.9 


6.5 


.91 


86 


2.814 


139 


14.5 


69 


92.1 


110 


19.5 


62 


66.9 


6.2 


1.50 


75 


3.478 


253 


9.2 


96 


132.8 


188 


10.3 


94 


96.8 


4.9 


1.08 


77 


2.082 


208 


4.2 


97 


82.5 


172 


4.4 


97 


67.9 


8.2 


.56 


93 


3.096 


165 


2.6 


98 


60.7 


206 


2.7 


98 


76.0 


5.8 


,69 


88 


1.911 


175 


5.5 


96 


98.4 


175 


7.9 


95 


97.0 


6.8 


.92 


86 


3.416 


182 


4.0 


97 


72.9 


179 


4.6 


97 


71.4 


6.8 


.97 


85 


2.388 


192 


4.7 


97 


67.0 


137 


5.1 


96 


47.2 


7.1 


1.06 


85 


2.162 


259 


5.5 


97 


101.6 


160 


5.4 


96 


62.0 


6.3 


.68 


89 


2.254 


270 


10.8 


96 


129.2 


220 


9.0 


95 


105.2 


5.0 


.67 


86 


2.160 



TOTAL 

5694.630 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



15.575 



52.290 



208 10.8 94 



«2 63 



1108.5 



162 9.1 93 



66 65 



858.8 



6.3 .91 85 



n 92 



30.301 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000668 BATAHA WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.568 1000 MS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : SIDNEY (BATAWA) 
REGION : 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



15,816 
300 
1.8 



DESIGN BODS 



220. MG/L 



DESIGN SUSP. SOLIDS 



250.0 HG/L 



< 



FLOW DATA 



- — x-BlOCHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS — > 





TOTAL 


AVe DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 MS 


1000 MS 


1000 MS 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/8«i-DEC/8<t 








JAN 


28.870 


.930 


1.280 


1.630 


RB 


38.170 


1.230 


2.490 


1.920 


NM 


38.170. 


1.250 


2.490 


2.000 


Ant 


44.570 


1.480 


2.540 


2.000 


MY 


41.850 


1.350 


1.780 


2.000 


JUN 


33.750 


1.130 


1.380 


2.780 


JUL 


11.230 


1.000 


1.620 


1.760 


AUB 


31.690 


1.020 


1.540 


2.000 


SSP 


30.220 


1.000 


1.380 


1.800 


OCT 


29.290 


.940 


1.310 


1.580 


NOV 


32.210 


1.070 


1.450 


1.840 


DEC 


42.660 


1.370 


1.900 


2.000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



40 


21.0 


47 


.5 


54 


6.0 


82 


1.0 


37 


5.0 


86 


1.2 


19 


2.5 


86 


.7 


33 


2.0 


93 


1.2 


28 


10.0 


64 


.6 


27 


1.5 


94 


.7 


27 


4.0 


85 


.7 


82 


1.8 


97 


2.4 


53 


3.0 


94 


1.4 


98 


7.0 


92 


2.9 


53 


11.0 


79 


1.7 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



41 
32 
32 
41 
26 
SI 
32 
72 
80 
63 
52 
77 



10.0 75 

9.0 71 

11.0 65 

.1 99 

7.0 73 

7.0 77 

8.6 72 

9.0 87 

6.2 92 

6.0 90 

7.5 85 

18.0 76 



.8 

.8 

.8 

1.8 

.7 

.8 

,7 

1.9 

2.2 

1.6 

1.4 

2.5 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



.4 

.4 

.3 

.3 

1.7 

1.6 

1.8 

2.2 

2.6 

S.5 

S.3 

2.2 



4.08 
.45 
.35 

.30 

.60 64 

.60 65 

. 60 66 

.70 68 

.62 76 

.88 74 

.60 81 

.53 75 



.046 
.OSS 
.057 
.048 
.060 
.077 
.087 
.071 



TOTAL 

422.680 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.146 



2.540 2.780 



44 6.2 83 



40 m 



15.6 16.5 

40 8.3 80 1.7 .85 71 



M U. 



70 73 



.461 



124 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000775 TRENTON WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : TRENTON 

REGION : O'l SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



14 ,887 

IS, 5-^6 

105.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 15.911 1000 M3 DESIGN B0D5 200.0 MG/L DESIGN SUSP. SOLIDS 300,0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 


JAH/84-DEC/84 




JAN 


270.660 


8.730 


FEB 


362.270 


12.490 


MAR 


35S . 610 


11.560 


APR 


514.450 


17.140 


MAY 


396.770 


12.790 


JUN 


331.610 


11.850 


JUL 


266.000 


9.240 


AUG 


281.950 


9.100 


SEP 


287.700 


9.590 


OCT 


271.390 


8.750 


NOV 


277.880 


9.260 


DEC 


292.530 


9.430 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



10.440 20.000 

31.970 50.000 

16.870 24,000 

40.330 SO. 000 

15.230 30.000 

19.900 58.000 

13.000 29.000 

12.590 34.000 

11.670 26.000 

10.640 20.000 

11.020 20.000 

10,390 20.000 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L •/. 



KG 



254 


24.0 


90 


62.2 


179 


16.0 


91 


59.0 


212 


18.0 


91 


69.5 


158 


18.0 


88 


72.0 


214 


19.0 


91 


77.3 


199 


11.0 


94 


62.5 


165 


5.6 


96 


45.5 


132 


8.0 


93 


34.9 


190 


5.5 


97 


53.0 


225 


11.5 


94 


57.3 


275 


13.0 


95 


72.8 


215 


16.0 


92 


58.2 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



188 


19.0 


89 


45.7 


172 


13.0 


92 


57.6 


139 


9.9 


92 


46.2 


135 


19.0 


85 


59.6 


123 


8.0 


93 


45.6 


140 


7.8 


94 


43.8 


145 


5.8 


96 


39.8 


157 


6.0 


96 


42.5 


170 


6.0 


96 


47.1 


263 


13.9 


94 


67.6 


208 


16.0 


92 


53.3 


145 


15.0 


69 


38.0 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L '/. 



KG 



4.3 


.54 


87 


1.018 


6.0 


.45 


92 


2.018 


4.6 


.62 


86 


1.456 


5.6 


.68 


67 


2.531 


5.9 


.46 


92 


2.158 


4.7 


.50 


89 


1.393 


5.4 


.55 


89 


1.401 


5.6 


.61 


89 


1.407 


9.1 


.54 


94 


2.463 


7.1 


.37 


94 


1.826 


5.2 


.42 


91 


1.328 


7.5 


1.20 


84 


1.843 



TOTAL 

3931.820 

AVERAGE 
MAXIMUM 
"no. of SAMPLES 



10.828 



40.530 58.000 



201 13.8 93 



SQ 60 



724.6 



165 11.6 92 



243 243 



587.3 



5.9 .57 90 



70 74 



20.842 
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NORTHEASTERN REGIOH (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 
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REGION 5 
NORTHEASTERN 
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ONTARIO HINISTIiY OF THE ENVIRONMENT UTILITY HONITORING INFORMATIOt* SYSTEM 

SEWABE TREATMENT - PERFORMANCE REPORT 
NORTH BAY NPCP 



REPORT TYPE 001 
REPORT date: 7 MOV 85 



HORKS NUMBER : 110000533 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : NORTH BAY 

REGION : 05 NORTHEASTERN 

CURRENT POPULATION : 50.567 
POPULATION SERVED <t8,000 

PERCENT SERVED : 91*. S 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 36.366 1000 M3 DESIGN BODS : 150.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

<— FLOW DATA x-BIOCKEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS -—><-— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 M3 


1000 H3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/84 








JMI 


77«.6<i0 


25.120 


29.190 


45.460 


FEB 


1013.170 


34. 940 


57.280 


90.920 


MM 


930.200 


30.010 


37.320 


51.820 


APR 


1112. 7S0 


37.085 


51.100 


63.640 


MAY 


977.160 


31.520 


40,910 


63.640 


JUN 


1036.310 


34.540 


42.870 


63.640 


JUL 


1041.080 


33.580 


43.600 


72.740 


Mie 


955.840 


30.830 


48 . 780 


50.010 


SEP 


948.750 


31.630 


40.910 


63.640 


OCT 


101<» . 030 


32.710 


37.460 


64.550 


NOV 


1123.410 


37.450 


57 . 330 


99.100 


DEC 


969 . 990 


31.290 


34.640 


54.550 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MQ/L '/. KG 



292 


17.6 


93 


213.6 


205 


25.9 


87 


iai.4 


193 


19.9 


89 


161.7 


132 


25.7 


80 


116.2 


179 


12.6 


92 


162.5 


179 


7.1 


96 


178.1 


96 


22.5 


76 


76.5 


176 


16.9 


90 


152. 


216 


14.8 


93 


190.8 


302 


16.0 


94 


290.0 


164 


17.3 


89 


164.8 


130 


12.9 


90 


113.5 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L '/. KG 



501 


24.9 


95 


370.7 


19.1 


2.10 


89 


13.237 


460 


36.1 


92 


429.4 


18.1 


2.43 


86 


IS. 876 


571 


33.8 


94 


499.9 


18.0 


1.93 


89 


14 . 948 


510 


35.9 


92 


527.5 


16.0 


2.10 


86 


15.467 


358 


16.8 


95 


333.4 


15.5 


1.34 


91 


13.837 


428 


10.2 


97 


432.9 


13.5 


1.59 


88 


12.342 


386 


11.2 


97 


390,1 


8.4 


.53 


93 


8.193 


446 


19.5 


95 


407.6 


10.8 


.94 


91 


9.425 


702 


19.9 


97 


647,1 


22.8 


1.13 


95 


20.559 


670 


19.8 


97 


659,3 


19,4 


1.51 


92 


18.141 


400 


25.2 


93 


421.0 


11,5 


1.06 


90 


11.728 


451 


37.0 


91 


401.5 


7,2 


1.32 


81 


5.704 



TOTAL 

11901.330 

AVERAGE 
MAXIMUM 
*NO. OF SAMPLES 



32.559 



57.330 99.100 



188 17.4 89 



«3 44 



2003.7 



490 24.1 94 



21ft m 



5521.0 



15. O 1.49 89 



«1 41 



159.457 



128 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : IIOOOOS&O PARRY SOUND WPCP 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 6.591 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



MUNICIPALITY : PARRY SOUND 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,855 

5.S0O 

93.9 



DESIGN B0D5 



250.0 HG/L 



DESIGN SUSP. SOLIDS 



200 . M6/L 





< 


FLOW 


DATA 




TOTAL 


AVG DAY 


MAX DAY 




VOLUME 


1000 H3 


1000 MS 


DATE 


1000 MS 


/DAY 


/DAY 


JAN/8<i-DEC/8<t 






JAN 


70.000 


2.258 


2.900 


FEB 


159.970 


5.480 


15.980 


MAR 


115.770 


3.758 


8.460 


APR 


156.160 


5.200 


14.480 


MAY 


139.180 


4.160 


9.860 


JUN 


85.930 


2.864 


5.530 


JUL 


81.770 


2.630 


4.890 


AUG 


70.900 


2.280 


3.310 


SEP 


67,3<i3 


2.250 


3.510 


OCT 


67 . 330 


2.170 


3.180 


NOV 


95.070 


3.169 


5.840 


DEC 


129.750 


4.180 


14.600 



— x-BIOCHEMICAL OXYGEN DEMAND-x- 



/DAY 



HG/L 



MG/L 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS -— > 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. 



REDUCTION 


REDUCTION 


1000 


INFLUENT EFFLUENT 1000 


KG 


MG/L MG/L Y. KG 



KG 



13 


2.8 


78 


.7 


72 


20.5 


71 


3.6 


3.1 


1.00 


67 


.147 


65 


6.6 


89 


9.2 


138 


10.0 


92 


20.3 


3.1 


.65 


79 


.390 


76 


6.1 


91 


8.0 


121 


8.4 


93 


13.0 


3.3 


.49 


85 


,325 


86 


6.8 


93 


12.5 


113 


7.9 


93 


16.4 


3.4 


.57 


83 


.442 


94 


1.7 


98 


11,9 


140 


6.6 


95 


17.2 


3.8 


.91 


76 


.373 


69 


3.8 


94 


5.6 


87 


10.6 


87 


6.5 


4.2 


,73 


82 


.298 


62 


2.0 


96 


4.9 


91 


5.1 


94 


7.0 


4,5 


1.10 


75 


.278 


82 


3.4 


95 


5.5 


117 


8.3 


92 


7.7 


4.9 


1.28 


73 


.257 


71 


1.8 


97 


4.6 


79 


6.2 


92 


4.9 


4.6 


1.37 


70 


.218 


102 


3.4 


96 


6.6 


121 


5.6 


95 


7.7 


5.2 


1.20 


76 


.269 


62 


2.4 


96 


5.6 


100 


4.6 


95 


9.0 


4.0 


.50 


87 


.333 


66 


1.3 


98 


8.3 


118 


10.2 


91 


14.0 


3.6 


.56 


84 


.397 



TOTAL 

1228.273 

AVERAGE 
MAXIMUM 

'no. of samples 



3.364 



15.980 



70 3.4 93 



25 25 



83.9 



lee 8.6 91 



75 7» 



127.7 



3,9 .86 78 



105 104 



3.727 
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ONTARIO MINISTRY OF THE ENVIRONMOfT UTILITY MONITORING INFORMATION SVSTEH 

SEHAGE TREATMENT - PERFORMANCE REPORT 
STURGEON FALLS MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001435 



TREATMENT FACILITY : CONVENTIONAL ACTIVATED SLUDGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : STURGEON FALLS 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,922 
6,040 
101.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 4.546 1000 M3 DESIGN BODS 180.0 HG/L DESIGN SUSP. SOLIDS ZOO.O HG/L 
FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



JAN 


162.024 


5 


226 


FEB 


250.009 




621 


MAR 


240.962 




713 


APR 


238.012 




933 


MAY 


219.580 




083 


JUN 


223.113 




437 


JUL 


190.193 




130 


AUG 


168 . 653 


5 


440 


SEP 


187.690 


6 


250 


OCT 


184.549 


5 


953 


NOV 


213.735 


7 


124 


sec 


195.462 


6 


305 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 HZ 

/DAY /DAY /DAY 



6.000 16.000 

13.400 16.000 

13.100 16.000 

14.300 16.000 

9.500 16.000 

11.800 16.000 

8.200 16.000 

6.900 16.000 

10.700 16.000 

8.400 16.000 

11.800 16.000 

7 . 800 14 . 000 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



91 


2.B 


96 


14.2 


66 


2.9 


95 


15.7 


85 


5.8 


93 


19.0 


44 


6.7 


84 


8.8 


69 


4.3 


93 


14.2 


51 


12.4 


75 


8.6 


64 


3.3 


94 


11.5 


41 


4.9 


8S 


6.0 


98 


2.5 


97 


17.9 


81 


5.4 


93 


13.9 


69 


7.4 


89 


13.1 


50 


14.0 


72 


7.0 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L KG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



WG/L 



MG/L y. 



KG 



78 


4.6 


94 


11.8 


4.0 


.81 


79 


.517 


57 


4.5 


92 


13.1 


2.8 


.65 


76 


.538 


71 


8.6 


87 


15.0 


3.1 


.40 


87 


.651 


75 


7.2 


90 


16.1 


2.5 


.27 


89 


.531 


75 


3.4 


95 


15.7 


3.4 


.15 


95 


.714 


67 


6.0 


91 


13.6 


2.0 


.18 


91 


.406 


83 


3.2 


96 


15.1 


3.3 


.32 


90 


.567 


73 


5.2 


92 


11.4 


2.1 


.28 


86 


.307 


71 


5.9 


91 


12.2 


3.0 


.22 


92 


.522 


88 


5.3 


93 


15.2 


3.3 


.27 


91 


.559 


123 


5.1 


95 


25.1 


2.9 


.21 


92 


.575 


77 


5.0 


93 


14.0 


3.0 


.18 


94 


.551 



"TOTAL 

2473.982 

AVERAGE 
MAXIMUM 
~N0. OF SAMPLES 



6.768 



14.300 16.000 



67 6.0 89 



M 24 



158. S 



78 5 . 3 92 



76 7« 



178.8 



2.9 .32 88 



24 19 



6.438 



130 



131 



132 



MODIFIED SECONDARY PLANTS 



133 




SOUTHEASTERN REGION f4) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 



134 



REGION 4 - i 

SOUTHEASTERN 



135 



136 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110002283 HAWKESBURY WPCP 



TREATMENT FACILITY : MODIFIED ACTIVATED SLUDGE 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 12.274 1000 H3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

HAWKESBURY 

04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



9,525 
9,625 
101.0 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/B't-DEC/e'V 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



AVG DAY MAX DAY PEAK RT 

1000 MS 1000 M3 1000 M3 

/DAY /DAY /DAY 



JAN 


269.971 


8.709 


10.216 


FEB 


347.026 


11.966 


20.715 


MAR 


557.762 


11.541 


23.063 


APR 


'i20.972 


13.580 


24.980 


HAY 


327.828 


10.575 


19.223 


.;uN 


265.076 


8.836 


13.464 


JUL 


259.979 


8.386 


12.346 


AU6 


315.642 


10.162 


20.039 


SEP 


212.405 


7.080 


10.537 


OCT 


233.641 


7.537 


11.623 


NOV 


324.980 


10.833 


18.651 


l>EC 


323.955 


10.450 


13.982 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



c TOTAL PHOSPHORUS > 

REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



45 


14.0 


68 


8.3 


82 


17.0 


79 


17.5 


2.6 


1 


.00 


61 


.432 


44 


6.0 


86 


13.1 


62 


9.0 


85 


18.3 


3.7 


1 


.00 


72 


.937 


S6 


8.0 


85 


17.1 


63 


9.0 


85 


19.3 


3.0 




.80 


73 


.787 


32 


4.0 


87 


11.7 


63 


7.0 


66 


23.5 


3.0 




.80 


73 


.926 


40 


6.0 


85 


11.1 


52 


7.0 


86 


14.7 


2.4 




.60 


75 


,590 


28 


3.0 


89 


6.6 


79 


10.0 


87 


18.2 


2.6 




.70 


73 


,504 


48 


4.0 


91 


11.4 


88 


8.0 


90 


20.7 


3.2 




.77 


75 


.632 


75 


5.0 


93 


22.0 


61 


10.0 


83 


16.0 


2.6 




.70 


73 


.600 


45 


9.0 


80 


7.6 


78 


8.0 


89 


14.8 


3.3 




.80 


75 


.531 


97 


9.0 


90 


20.5 


87 


10.0 


SB 


17.9 


3.4 




.90 


73 


.584 


78 


9.0 


88 


22.4 


88 


10.0 


88 


25.3 


2.9 


1 


.00 


65 


.617 


41 


8.0 


80 


ie.6 


94 


18.0 


80 


24.6 


4.1 


1 


.00 


75 


1.004 



TOTAL 

3659.237 

AVERAGE 
MAXIMUM 

'no. of samples 



9.973 



24.980 



52 



54 



7.0 85 



54 



163.1 



74 10.2 86 



231.5 



70 



70 



3.0 



«e 



.83 72 



60 



8.144 



137 



138 



CONTACT STABILIZATION PLANTS 



139 




CENTRAL REGIOW (3) 

REGIONAL OFFICE 

TORONTO 

7 Over lea Blvd. 

416-424-3000 



140 



REGION 3 - I 

CENTRAL ^ 



141 



142 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
PORT MCNICOLL HPCP 



WORKS NUMBER = 110001417 



TREATMENT FACILITY : CONTACT STABILIZATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 

REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

PORT MCNICOLL 
03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVEB 



1,950 

1,410 

72.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.045 1000 M3 DESIGN BODS : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS -— >< TOTAL PHOSPHORUS -— > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



JM 


23.042 


.743 


.857 


FQ 


45 . 134 


1.556 


3.155 


MAR 


37.995 


1.226 


1.S96 


APR 


38.801 


1.Z93 


1.751 


HAY 


35.670 


1.151 


1.851 


JUN 


29.091 


.970 


1.550 


JUL 


25.473 


.622 


1.153 


AUG 


20.243 


.653 


.849 


SIP 


27.864 


.929 


1.266 


OCT 


22.845 


.737 


.854 


MOV 


35.201 


1.173 


1.562 


DEC 


39.547 


1.276 


2.304 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
M6/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L y. KG 



136 


8.9 


93 


2.9 


159 


13.3 


91 


3.3 


4.6 


.56 


87 


.093 


77 


4.7 


93 


3.2 


85 


11.8 


86 


3.3 


6.0 


.56 


90 


.246 


86 


18.2 


78 


2.5 


109 


15.6 


85 


3.5 


5.7 


.55 


90 


.196 


42 


12.0 


71 


1.1 


76 


31.7 


58 


1.7 


2.0 


.41 


79 


.062 


102 


9.3 


90 


3.3 


126 


7.4 


94 


4.2 


4.3 


.73 


83 


.127 


69 


6.7 


90 


1.8 


60 


12.3 


79 


1.3 


3.6 


.88 


75 


.079 


73 


6.6 


90 


1.6 


89 


10.3 


88 


2.0 


4.2 


.99 


76 


.082 


95 


6.2 


93 


1.7 


91 


8.8 


90 


1.6 


6.1 


.91 


85 


.105 


62 


6.5 


89 


1.5 


81 


10.7 


86 


1.9 


4.2 


.55 


86 


.102 


83 


6.1 


92 


1.7 


99 


9.7 


90 


2.0 


5.5 


.61 


88 


.112 


72 


10.5 


85 


2.1 


75 


10.1 


86 


2.2 


4.0 


.31 


92 


.130 


60 


19.6 


75 


2.3 


147 


13.3 


90 


5.2 


4.4 


.40 


90 


.158 



TOTAL 

380.906 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.044 



3.155 



81 9.6 87 



12 27 



26.3 



99 12.9 85 



Xi IS 



32.7 



4.5 .62 65 



12 27 



1.492 



143 




SOUTHEASTERH REGION (4) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 



144 



REGION 4 - A 

SOUTHEASTERN ' 



us 



146 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000267 FRANKFORD WPCP 



TREATMENT FACILITY : CONTACT STABILIZATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : FRANKFORD 

REGION : 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,892 
1,970 
104.1 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.363 1000 H3 DESIGN B0D5 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

<— FLOW DATA — X-BIOCHEMICAL OXYGEN DEMAND-><— - SUSPENDED SOLIDS — ><-— TOTAL PHOSPHORUS — -> 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 MS 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/8<i-DEC/8'» 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. HG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L '/. K.G 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L KG/L 'A KG 



JAN 


S5 . 900 


1,150 


1.920 


2.300 


84 


5,0 


94 


2.8 


90 


8.6 


90 


2.9 


4.0 


.60 


65 


.122 


FEB 


56.400 


1.940 


5.100 


5.100 


55 


13.0 


76 


2,3 


73 


10.0 


86 


3.5 


3.5 


.77 


78 


.154 


MAR 


60.030 


1.940 


2.930 


3,840 


69 


21.0 


69 


2.8 


57 


20.0 


64 


2,2 


3.5 


.40 


88 


.186 


APR 


87.300 


2,900 


5.300 


4,800 


19 


7.5 


60 


1.0 


53 


12.8 


75 


3,5 


3,6 


.46 


87 


.274 


MAY 


63.170 


2.040 


2.790 


3.360 


79 


11.8 


85 


4.2 


61 


13.9 


77 


2,9 


3.7 


.60 


83 


.196 


JUN 


36.260 


1.210 


1,540 


3.360 


56 


1.7 


96 


1.9 


93 


14.0 


84 


2.8 


2.2 


.34 


84 


.067 


JUL 


24.954 


.800 


1,110 


2.780 


74 


4.5 


93 


1.7 


117 


6,8 


94 


2.7 


3.5 


.40 


88 


.077 


AUG 


27.014 


.870 


1,300 


3.460 


91 


2.8 


96 


2.3 


118 


6.0 


94 


3.0 


3.8 


1,00 


73 


.076 


SEP 


26.893 


.960 


1.070 


2.930 


155 


8.0 


94 


4.2 


106 


8.0 


92 


2.8 


4.7 


1.16 


75 


.102 


OCT 


22.937 


.740 


1.050 


1.630 


209 


2.5 


98 


4.7 


349 


7.1 


97 


7.8 


6.0 


1.40 


76 


.106 


NOV 


25.897 


.860 


1.000 


1.920 


306 


4.2 


98 


7.8 


65 


9.3 


89 


1.9 


5.1 


.40 


92 


.122 


DEC 


28.191 


.910 


1.510 


2.400 


155 


1.3 


99 


4.3 


121 


10.7 


91 


3.1 


5.7 


.58 


89 


.144 



TOTAL 

496.946 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.360 



5.300 S.IOO 



112 6.9 88 



47 41 



40.5 



110 10.6 86 



83 95 



39.5 



4.1 .67 83 



»S 93 



1.626 



147 




NORTHEASTERN REGION f5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



148 



REGION 5 - I 

NORTHEASTERN * 



149 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
LAKE TEMISKAMING WPCP 



REPORT TYPE 001 
REPORT DATE; 7 NOV 55 



WORKS NUMBER : 110000310 



TREATMENT FACILITY : CONTACT STABILIZATION 



MUNICIPALITY : HAILEYBURV 

REQION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,2<i0 

6S.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.591 1000 M3 DESIGN BODS : 170.0 MG/L DESIGN SUSP. SOLIDS : 200-0 MG/L 

< FLOW DATA x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 






REDUCTION 




VOLUME 


1000 M3 


1000 H3 


1000 M3 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


HG/L 


MG/L 


•/. 


KG 


MG/L 


MG/L 


y. 


KG 


MS/L 


MG/L 


y. 


KG 


JAN/84- DEC/S4 
































JAN 


32.200 


1.030 




3.900 


72 


23.0 


68 


1.5 


66 


40.0 


39 


.8 


4.4 


3.92 


10 


.015 


FBI 


47.100 


1.600 


3.300 


3.900 


34 


13.0 


62 


1.0 


67 


32.3 


51 


1.6 


3.0 


2.04 


32 


.045 


MAR 


40.3Se 


1.300 


1.900 


3.900 


103 


22.0 


78 


3.2 


121 


22.9 


81 


3.9 


5.4 


1.95 


63 


.139 


APR 


57.300 


1.900 


3.700 


3.900 


47 


23.1 


50 


1.3 


93 


40.1 


56 


3.0 


4.4 


3.72 


15 


.039 


MAY 


<k9.250 


1.600 


4.000 


4.000 


97 


21.0 


78 


3.7 


78 


12.6 


83 


3.2 


3.3 


1.43 


56 


.092 


JUN 


49.130 


1.600 


3.300 


3.900 


84 


18.0 


78 


3.2 


175 


35.8 


79 


6.8 


8.1 


1.53 


81 


.323 


JUL 


47.480 


1.500 


3.800 


3.900 


72 


7.8 


89 


3.0 


31 


7.3 


76 


1.1 


4.9 


2.38 


51 


.120 


MiB 


39.900 


1.300 


2.300 


3.900 


91 


9.5 


89 


3.2 


126 


11.2 


91 


4.5 


4.1 


2.77 


32 


.053 


SEP 


29.800 


1.100 


1.500 


3.900 


100 


21.4 


78 


2.3 


77 


13.0 


83 


1.9 


5.3 


2.32 


56 


.089 


OCT 


37.060 


1.200 


1.700 


3.900 


25 


2.5 


90 


.8 


39 


14.1 


63 


.9 


2.9 


1.60 


44 


.048 


NOV 


50.700 


1.700 


3.900 


3.900 


94 


36.5 


61 


2.9 


98 


66.8 


31 


1.5 


7.5 


2.50 


66 


,254 


DEC 


45.400 


1.400 


2.500 


3.900 


61 


18.8 


69 


1.9 


96 


25.2 


73 


3.2 


4.5 


2.60 


42 


.086 



TOTAL 

525.670 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.436 



4.000 4.000 



73 18.0 74 



19 18 



28,5 



88 26.7 67 



13 13 



32.8 



4.8 2.39 46 



18 18 



1.303 



150 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORHATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
WORKS NUMBER : 110002131 IROQUOIS FALLS WPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



TREATMENT FACILITY : CONTACT STABILIZATION 



MUNICIPALITY : IROQUOIS FALLS 
REGION : 05 NORTHEASTERN 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 

OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 4.091 1000 M3 DESIGN B0D5 155.0 MG/L DESIGN SUSP. SOLIDS : 160.0 MG/L 

<--- FLOW DATA — ><-BIOCHEMICAL OXYGEN DEMAND-x--- SUSPENDED SOLIDS - — ><--- TOTAL PHOSPHORUS 



6,353 

5,575 

87.7 





TOTAL 


AVS DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 






REDUCTION 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


MG/L 


MG/L 


Y. 


KG 


MG/L 


MG/L 


y. 


KG 


MG/L 


MG/L 


V. 


KG 


JAN/8<t-DEC/8'* 
































JAN 


67.600 


2.180 


2.540 


5.000 


70 


25.5 


63 


3.0 


86 


11.2 


86 


5.0 


S.5 


2.28 


58 


.218 


FEB 


95.330 


3.290 


8.790 


13 . 600 


84 


26.5 


68 


5.4 


71 


8.7 


87 


5.9 


3.9 


2.06 


47 


.175 


HAR 


96.8'»0 


3.120 


8.180 


11.360 


94 


9.8 


89 


8.1 


88 


10.1 


88 


7.5 


4.6 


1.34 


70 


.316 


APR 


150.460 


5.020 


8.060 


10.940 


44 


6.1 


86 


5.7 


84 


8.9 


89 


11.3 


1.9 


.66 


65 


.187 


MAY 


113.570 


3.660 


4.920 


6.820 


63 


5.4 


91 


6.5 


75 


4.5 


94 


8.0 


4.3 


1.02 


76 


.373 


JUN 


121.210 


'i.O'iO 


9.610 


10.000 


74 


9.0 


87 


7.8 


93 


12.4 


86 


9.7 


5.1 


.84 


83 


.516 


JUL 


112.500 


3.630 


5.210 


7.730 


30 


18.0 


40 


1.3 


40 


13.6 


66 


2.9 


1.8 


1.24 


31 


.063 


AUG 


88.630 


Z.860 


3.270 


6.820 


34 


9.1 


73 


2.2 


63 


7.3 


88 


4.9 


11.3 


1.69 


85 


.852 


SEP 


69.130 


2.970 


3.230 


8.180 


26 


25.2 


3 




109 


5.7 


94 


9.2 


2.8 


2.80 






OCT 


98.520 


3.180 


4.410 


8.640 


145 


31.0 


78 


11.2 


312 


39.3 


87 


26.6 


5.4 


2.60 


51 


.276 


NOV 


91.380 


3.050 


3.270 


6.360 


36 


12.3 


65 


2.1 


67 


8.4 


87 


5.3 


2.4 


1.23 


48 


.107 


DEC 


93.830 


5.030 


3.320 


7.730 


79 


28.0 


64 


4.7 


65 


6.3 


90 


5.5 


4.4 


1.34 


69 


.287 



TOTAL 

1219.000 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



3.336 



9.610 13.600 



64 17.1 67 



23 22 



58.5 



96 11.3 87 



49 4« 



102.4 



4.4 1.59 62 



U 19 



5.370 



151 



ONTARIO HINISTBY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
120000015 KIRK LAND LAKE WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER 



TREATMENT FACILITY : CONTACT STABILIZATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY T KIRKLAND LAKE 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11,885 

12,500 

105.1 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 13.638 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 H6/L 
<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 MS 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 


JAN/84- DEC/8^ 








JftN 


414.480 


13.370 


19.680 


34.550 


FEB 


443.790 


15.300 


23.960 


45.460 


MAR 


417.510 


13.470 


17.890 


29.550 


APR 


516.610 


17.229 


27.440 


35.910 


HAY 


306.100 


9.870 


15.280 


24.550 


JUN 


228 . 740 


10.960 


25.330 


45.460 


JUL 


311.000 


10.000 


15.300 


45.460 


AUG 


277.400 


8.900 


12.300 


26.800 


SEP 


227.500 


7.600 


9.300 


14.500 


OCT 


187.300 


6.200 


12.300 


30.400 


mv 


304.200 


10.100 


13.300 


30.600 


DEC 


373.900 


12.100 


19.800 


28.200 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L A KG 





30,7 






49 


41.5 


15 


3.3 


44 


10.0 


77 


14.4 


61 








56 


3.9 


93 


15.9 


70 


9.6 


86 


19.8 


85 


8.0 


90 


23.9 


93 


4.1 


95 


24.6 


90 


4.8 


94 


19.3 


85 


9.4 


68 


14.1 


90 


10.2 


88 


24.2 


76 


13.9 


81 


23.2 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L A KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 





26.0 






1.4 


.31 


77 


.452 


109 


23.7 


78 


37.8 


2.4 


2.20 


8 


.089 


147 


23.7 


83 


51.7 


2.5 


.41 


83 


.873 


53 


18.5 


65 


17.8 


2.7 


.59 


78 


1.090 


BO 


9.7 


87 


21.5 


2.6 


.73 


71 


.572 


60 


11.9 


80 


15.8 


3.2 


1.00 


68 


.723 


101 


10.1 


90 


28.2 


3.7 


.80 


78 


.902 


131 


6.2 


95 


JA.h 


3.<* 


.77 


77 


.730 


93 


6.5 


93 


19.6 


3.0 


.80 


73 


.501 


103 


9.2 


91 


17.5 


4.1 


.62 


84 


.652 


81 


9.7 


88 


21.6 


2.6 


.60 


78 


.669 


106 


16,7 


82 


32.6 


2.5 


.60 


76 


.710 



TOTAL 

4108.530 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



11.258 



27.440 45.460 



72 13.2 81 



20 Vt 



183.1 



96 14.4 65 



S2 tS 



299.2 



2.8 .78 71 



64 54 



7 . 963 



152 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORHATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
HOOSONEE WPCP (OLk TOMNSITE) 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



ttORKS NUMBER : 110001060 

TREATMENT FACILITY : CONTACT STABILIZATION 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.509 1000 M3 



MUNICIPALITY : HOOSONEE 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



DESIGN BODS 



254.0 MG/L 



DESIGN SUSP. SOLIDS 



286.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<t-DEC/8'i 

JAN 15.046 



FEB 
(UJt 
APR 
HAY 
JUN 
JUL 
AlK 
SEP 
OCT 
NOV 
SEC 



14.803 
16.577 
20 . 752 
17.230 
22.444 
20.212 
16.935 
19.006 
18.509 
15.486 
16.867 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS 



1,258 

1,200 

95.3 



> 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 H3 1000 M3 

/DAY /DAY /DAY 



.485 


.735 


.510 


.593 


.534 


.718 


.692 


1.172 


.574 


1.102 


.748 


1.152 


.652 


.905 


.610 


1.930 


.634 


1.018 


.597 


1.051 


.516 


.709 


.544 


.636 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L M6/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT ICOO 
HG/L MG/L /. KG 



152 


31.0 


79 


1.8 


116 


32.5 


71 


1 


.2 


3.9 


.80 


79 


.047 


69 


25.0 


63 


.6 


107 


30.0 


71 


1 


.1 


5.1 


2.53 


54 


.041 


72 


41.0 


43 


.5 


67 


44.0 


34 




.3 


3.1 


1.86 


40 


.021 


52 


24.0 


53 


.5 


66 


33.6 


49 




.6 


2.8 


.50 


82 


.048 


35 


14.4 


58 


.5 


68 


18.8 


72 




.8 


2.2 


.10 


95 


.036 


35 


23.0 


34 


.2 


52 


39.0 


25 




.2 


2.1 


2.13 


- 





78 


31.0 


60 


.8 


82 


11.8 


85 


1.3 


6.0 


.72 


88 


.100 


234 


21.4 


90 


4.0 


448 


9.6 


97 


8.3 


8.6 


.93 


89 


.146 


86 


15.4 


82 


1.3 


143 


26.5 


81 


2.1 


4.4 


2.96 


32 


.027 


108 


33.0 


69 


1.1 


120 


19.7 


S3 


1.5 


4.5 


1.24 


72 


.050 


87 


23.3 


73 


1.0 


111 


32.7 


70 


1.3 


3.4 


1.30 


61 


.035 



TOTAL 

215.867 



AVERAGE 



' MAXIMUM 



NO. OF SAMPLES 



.591 



1.930 



91 25 . 6 64 



14 14 



12.6 



125 27.1 67 



14 M 



19.2 



4.1 1.35 69 



U M 



.551 



153 



Jam«s B«y 




NORTHWESTERN REGION (6) 

REGIONAL OFFICE 

THUNDER BAY 

435 James St. S. 

P.O. Box 5000 

807-475-1205 

DISTRICT OFFICE 

Kenora 

808 Robertson St. 

807-468-5578 



154 



REGION 6 - I 

NORTHWESTERN ' 



IBS 



156 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 1100010<*Z LONGLAC WPCP 

TREATMENT FACILITY = CONTACT STABILIZATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2.341 1000 HS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 

REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

LONGLAC 

06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,329 
2.329 
100.0 



DESIGN BODS 



146.0 KG/L 



DESIGN SUSP. SOLIDS 



171.0 



MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 HS 

JAN/84-DEC/84 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS 



AVG DAY MAX DAY PEAK RT 

1000 MS 1000 MS 1000 M3 

/DAY /DAY /DAY 



JAN 


38 . 331 


1.256 


1.822 


FEB 


58.214 


1.317 


1.845 


MAR 


48.845 


1.575 


1.931 


APR 


107.937 


3.590 


7.176 


MAY 


83.119 


2.681 


4.709 


JIM 


84.229 


2.808 


4.241 


JtH. 


64.196 


2.071 


3.431 


fm 


S7.849 


1.866 


3.587 


SEP 


44 . 033 


1.468 


1.950 


ecT 


53.071 


1.712 


2.218 


NOV 


62.360 


2.079 


2.532 


OS; 


58.482 


1.886 


4.464 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



c TOTAL PHOSPHORUS — -> 

REDUCTION 
INFLUENT EFFLUENT 1000 
KG/L HG/L '/. KG 



113 


9.3 


91 


3.9 


215 


7.5 


96 


7.9 


7.1 


.92 


87 


.237 


86 


26.0 


69 


2.2 


ISO 


20.0 


84 


4.2 


6.9 


1.68 


75 


.199 


80 


5.2 


93 


3.6 


240 


15.0 


93 


10.9 


6.7 


.73 


89 


.292 


60 


7.5 


87 


5.6 


137 


24.5 


82 


12.1 


3.6 


.72 


80 


.311 


61 


3.1 


94 


4.8 


75 


22.5 


70 


4.3 


3.8 


.57 


85 


.268 


60 


6.3 


89 


4.5 


90 


17.5 


80 


6.1 


3.6 


1.22 


66 


.200 


84 


3.1 


96 


5.1 


90 


13.0 


85 


4.9 


4.8 


.69 


85 


.264 


73 


9,2 


87 


3.6 


95 


17.5 


81 


4.4 


4.2 


.54 


87 


.212 


126 


1.4 


98 


5.4 


117 


7.5 


93 


4.8 


7.2 


.97 


86 


.274 


123 


17.1 


86 


5.6 


120 


9.0 


92 


5.8 


5.9 


1.02 


82 


.259 


83 


4.3 


94 


4.9 


107 


6.0 


94 


6.2 


5.7 


.42 


92 


.329 


68 


3.4 


95 


3.7 


100 


7.5 


92 


5.4 


5.1 


.40 


92 


.275 



TOTAL 

740,666 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.024 



7.176 



84 



22 



7.9 90 



22 



53.6 



126 



21 



13.9 87 



Zi 



77.6 



5.3 



23 



.82 84 



23 



3.120 



157 



158 



EXTENDED AERATION PLANTS 



159 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



160 



REGION 1 - . 

SOUTHWESTERN f 



161 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 11000Z069 ALVINSTON WPCP 

TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL -CONTINUOUS 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.600 1000 H3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ALVINSTON 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



722 

545 

75. <i 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOL IDS 



0.0 MG/L 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/M-DEC/SA 



FLOW DATA 



— -x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS - — ><—- TOTAL PHOSPHORUS - — > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 



HG/L 



MG/L 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



JAN 


2 . 960 


.095 


.113 


FEB 


5.507 


.190 


.370 


NAS 


6.57* 


.212 


.323 


APR 


3.723 


.124 


.124 


MAY 


2.602 


.084 


.084 


JtM 


3.127 


.104 


.104 


JUL 


2.7« 


.088 


.088 


AUe 


2.337 


.075 


.075 


SEP 


3.666 


.122 


.122 


OCT 


2.322 


.075 


.089 


NOV 


2. 986 


.100 


.124 


DEC 


4.820 


.155 


.192 



104 



4.6 95 



83 



13.0 64 



.3 



6.2 



3.85 37 



.013 



42 


10.5 


75 


.1 


50 


3.1 


93 


.1 


3.9 


2.70 


30 


.004 


146 


5.4 


96 


.3 


256 


3.2 


98 


.6 


7.1 


2.26 


68 


.013 



100 


2.5 


97 


.2 


75 


3.1 


95 


.1 


6.1 


.64 


89 


.015 


177 


3,1 


98 


.4 


180 


l.B 


99 


.4 


7.2 


1.67 


76 


,013 


46 


2.2 


95 


.1 


309 


6.5 


97 


1.1 


3.0 


1.30 


56 


.006 


187 


.9 
3.4 


99 


.4 


187 


.9 
3.6 


99 


.4 


8.7 


.76 
,59 


91 


.018 



TOTAL 

43.366 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



162 



.119 



.370 



114 4.0 93 



9 10 



2.2 



162 4.3 95 



9 10 



3.S 



6.0 1,72 64 



9 10 



.082 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BLYTH WPCP 



WORKS NUMBER : H0002247 

TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.731 XOOO M3 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : BLYTH 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



931 

828 

88.9 



DESIGN BODS 



200.0 HG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M5 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



--><-— TOTAL PHOSPHORUS — > 



JAN/8'i-DEC/8'i 



JAN 


7.000 


.226 


.292 


FEB 


9.689 


.334 


.832 


MAR 


8.579 


.278 


.416 


APR 


8.978 


.299 


.390 


HAY 


8.176 


.264 


.481 


JUl 


7.775 


.259 


.373 


JUL 


7.179 


.232 


.286 


AIM 


7.492 


.242 


.297 


SEP 


8.053 


.268 


.416 


OCT 


7.901 


,255 


.312 


NOV 


9.053 


.302 


.455 


DEC 


9.637 


.311 


.632 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L Z KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



151 


15.0 


90 


.9 


195 


8 


6 


95 


1.3 


8.1 


.99 


87 


.050 


139 


17.4 


87 


1.1 


180 


6 


5 


96 


1.6 


7.7 


.73 


90 


.068 


147 


2.9 


98 


1.2 


192 


1 


4 


99 


1.6 


8.9 


.47 


94 


.072 


124 


3.1 


97 


1.0 


144 


1 


.4 


99 


1.2 


6.8 


.33 


95 


.058 


147 


1.8 


98 


1.1 


176 


1 


.4 


99 


1.4 


7.7 


.40 


94 


.060 


97 


1.0 


98 


.7 


112 




.2 


99 


.8 


5.0 


.39 


92 


.036 


173 


2.3 


98 


1.2 


208 




.3 


99 


1,4 


8.8 


.51 


94 


.060 


153 


1.5 


99 


1.1 


155 




.1 


99 


1.1 


8.0 


.26 


96 


.058 


144 


2.9 


97 


1.1 


163 




.5 


99 


1.3 


8.4 


.40 


95 


.064 


175 


1.1 


99 


1.3 


205 




.3 


99 


1.6 


9.0 


.33 


96 


.069 


170 


1.2 


99 


1.5 


244 




.6 


99 


2.2 


7.7 


.31 


95 


.067 


132 


6.2 


95 


1.2 


128 


2 


.0 


98 


1.2 


6.0 


.42 


93 


.054 



TOTAL 

99.512 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.273 



.832 



146 4.7 96 



24 24 



13.9 



175 1.9 98 



Vk 24 



17.1 



.716 



7.» .46 93 



22 24 



163 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORHATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BRUSSELS WPCP 



NORKS NUMBER 



11000Z354 



MUNICIPALITY 

REGION 



REPORT TYPE 001 
REPORT DATE; 7 NOV 85 



BRUSSELS 

01 SOUTHWESTERN 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



961 

970 

100.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.881 1000 M3 DESIGN BODS : 200,0 MG/L DESIGN SUSP. SOLIDS : ZOO.O MG/L 

<— FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS -— ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 H3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/a-* -DEC/84 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT IDOO 
MG/L MG/L y, KG 



JAN 


9.684 


.312 


.396 


FEB 


la . 281 


.630 


1.441 


MAR 


15.021 


.485 


.822 


APR 


11.484 


.383 


.636 


HAY 


8.692 


.280 


.341 


JUN 


8.223 


.274 


.407 


JUL 


8.211 


.265 


.319 


AUG 


8.316 


.268 


.440 


SEP 


9,091 


.303 


.506 


OCT 


8.946 


.289 


.378 


NOV 


13.166 


.439 


.870 


DEC 


14.382 


.464 


.902 



154 


6.2 


95 


1.4 


148 


8.0 


94 


1.3 


7.5 


.56 


92 


.067 


179 


12.0 


93 


3.0 


304 


8.8 


97 


5.3 


12.0 


.62 


94 


.208 


120 


5.0 


95 


1.7 


92 


5.8 


93 


1.2 


4.3 


.38 


91 


.059 


108 


8.2 


92 


1.1 


123 


10.3 


91 


1.2 


6.7 


.57 


91 


.070 


115 


2.3 


98 


.9 


136 


2.8 


97 


1.1 


7.0 


.65 


90 


.055 


113 


1.5 


98 


.9 


106 


.3 


99 


.8 


6.5 


.79 


87 


.047 


451 


1.2 


99 


3.6 


791 


.5 


99 


6.4 


13.3 


.37 


97 


.106 


120 


1.3 


98 


.9 


111 


.4 


99 


.9 


6.8 


.19 


97 


.055 


241 


1.1 


99 


2.1 


359 


-2 


99 


3.2 


8.0 


.22 


97 


.071 


141 


,2 


99 


1.2 


133 


.4 


99 


1.1 


7.0 


.58 


91 


.057 


128 


1.2 


99 


1.6 


159 


.9 


99 


2.0 


7.5 


.36 


95 


.094 


126 


5.9 


95 


1.7 


153 


7.0 


95 


2.1 


7.4 


.49 


93 


.099 



TOTAL 

133.497 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.366 



1.441 



IM 3.8 97 



M M 



20.7 



217 3,7 97 



24 24 



27.4 



.988 



7.8 .48 93 



24 24 



164 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
DRESDEN WPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110002014 



treatment facility : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 'i.B'ib 1000 M3 



MUNICIPALITY : DRESDEN 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,<»77 

2,278 

91.9 



DESIGN BODS 



264 . MG/L 



DESIGN SUSP. SOLIDS 



218.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8'i -DEC/84 



FLOW DATA 



— x-BIOCKEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS 



AVG DAY MAX DAY PEAK RT 



1000 MS 
/DAY 



1000 M3 1000 M3 INFLUENT EFFLUENT 



/DAY 



/DAY 



MG/L 



MG/L 



REDUCTION 


REDUCTION 


1000 


INFLUENT EFFLUENT 1000 


KG 


MG/L MG/L y. KG 



— >< TOTAL PHOSPHORUS — > 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



JAN 


44.940 


1.450 


1.672 


8.971 


136 


3,2 


97 


5.9 


270 


3.5 


98 


11.9 


4.6 


.17 


96 


.199 


FEB 


58.684 


2.024 


10.383 


13.274 


104 


6.8 


93 


5.7 


411 


9.5 


97 


23.5 


4.6 


.23 


95 


.256 


MAR 


56.921 


1.836 


2.909 


8.564 


137 


6.1 


95 


7.4 


319 


13.4 


95 


17.3 


4.3 


.35 


91 


.225 


APR 


52.376 


1.746 


2.522 


9.456 


150 


6.9 


95 


7.4 


203 


16.4 


91 


9.7 


3.6 


.28 


92 


.174 


MAY 


48.770 


1.573 


2.723 


8.365 


114 


8.4 


92 


5.1 


226 


11.8 


94 


10.4 


4.9 


1.25 


74 


.178 


JUN 


42.514 


1.474 


4.482 


8.001 


83 


6.2 


92 


3.2 


164 


11.0 


93 


6.5 


4.8 


1.51 


68 


.140 


JUL 


51.057 


1.647 






91 


6.8 


92 


4.2 


244 


11.6 


95 


11.8 


4.9 


1.29 


73 


.184 


AUG 


88.529 


2.856 


4.421 


11.638 


61 


2.4 


96 


5.1 


154 


5.1 


97 


13.3 


3.9 


.75 


80 


.279 


SEP 


144.085 


4.803 


5.493 


12.911 


177 


2.3 


98 


25.1 


160 


8.0 


95 


24.7 


5.7 


.45 


88 


.471 


OCT 


85.516 


2.759 


5.507 


12.910 


240 


2.9 


98 


20.2 


216 


4.8 


97 


18.0 


5.0 


.15 


97 


.416 


NOV 


55.836 


1.B61 


2.350 


9.092 


246 


2.3 


99 


13.6 


354 


3.4 


99 


19.5 


5.7 


.09 


98 


.313 


DEC 


52.821 


1.736 


3.111 


9.274 


200 


1.5 


99 


10,6 


532 


1.7 


99 


17.7 


3.5 


.09 


97 


.184 



TOTAL 

783 . 049 



AVERAGE 



MAXIMUM 



MO. OF SAMPLES 



2.147 



10.385 15.274 



144 4.6 95 



25 25 



114.2 



256 8.1 96 



frf M 



185.0 



♦.* .54 87 



24 24 



3.019 



165 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEHA6E TREATMENT - PERFORMANCE REPORT 
DURHAM MUN WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000999 



TREATMENT FACILITY 



EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : DURHAM 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,<i30 

a,«o 

100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.182 1000 MS DESIGN BODS : 200.0 HG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA -~s<-BI0CHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — -><— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 K3 


1000 M2 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/8't-DEC/84 



JAN 


22.580 


.730 


.770 


FEB 


3<i.760 


l.ZOO 


1.980 


MAR 


IS . 990 


1.160 


1.410 


APR 


25.220 


.840 


1.130 


HAY 


21.410 


.690 


.870 


JUN 


20.380 


.680 


.780 


JUL 


19.390 


.630 


.740 


AUG 


19.860 


.640 


.780 


SEP 


19.600 


.650 


.770 


OCT 


18.410 


.590 


.650 


NOV 


18.960 


.630 


.740 


DEC 


20.340 


.660 


.960 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KS 



186 


24.4 


86 


3.6 


287 


31.2 


89 


5.7 


9.8 


1.39 


85 


.190 


185 


9.7 


94 


6.0 


196 


24.5 


87 


5.9 


7.3 


.77 


89 


.227 


67 


8.4 


87 


2.1 


126 


16.9 


86 


3.9 


3.5 


.61 


82 


.104 


76 


13.3 


82 


1.5 


125 


9.0 


92 


2.9 


5.1 


.42 


91 


.118 


99 


3.5 


96 


2.0 


171 


4.4 


97 


3.5 


6.3 


.46 


92 


.125 


M 


.9 


99 


1.8 


142 


2.5 


98 


2.8 


6.8 


.34 


95 


.132 


141 


1.3 


99 


2.7 


233 


3.2 


98 


4.4 


e.i 


,46 


94 


.148 


112 


1.3 


98 


2.1 


169 


4.1 


97 


3.2 


6.1 


.61 


90 


.109 


IM 


.9 


99 


3.2 


242 


3.2 


98 


4.6 


7.9 


.60 


92 


.143 


zes 


1.5 


99 


3.7 


322 


3.3 


98 


5.6 


9.5 


.59 


93 


.164 


49 


8.1 


83 


.7 


66 


16.6 


74 


.9 


3.7 


.89 


75 


,053 


4« 


4.8 


90 


.8 


70 


4,4 


93 


1.3 


2.9 


.28 


90 


.053 



TOTAL 

276.900 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.758 



1.980 



11« 6.5 93 



20 2» 



30.8 



179 10.2 92 



20 18 



45.5 



6.4 .61 89 



20 20 



1.566 



166 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEHAEE TREATMENT - PERFORMANCE REPORT 
AILSA CRAIG WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS KUMBER : 110002050 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : E. WILLIAMS (AILSA CRAIG) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,186 

795 

67.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY J 0.600 1000 H3 DESIGN BODS 181.0 MG/L DESIGN SUSP. SOLIDS 209.0 MG/L 

<~-~ FLOW DATA x-BIOCHEHICAL OXYGEN DEHAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AV6 DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/S-i-DEC/a* 
JAN 9.830 



FEB 

HAR 

Ara 

MAY 
JIM 
JUL 
MJ6 
SEP 
OCT 
NOV 
DEC 



8.700 

9.300 

9.000 

10.760 

14.620 

14.S40 

10.600 

9.510 

9.350 

9.400 

9.600 



.320 


.350 


.980 


.300 


.300 




.300 


.300 




.300 


.300 




.350 


.590 


1.600 


.490 


.780 


1.500 


.460 


1.000 


1.400 


.340 


.420 


1.400 


.320 


.390 


1.200 


.300 


.340 




.310 


.400 




.310 


.400 





REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



117 


11.0 


90 


1.0 


117 


10.7 


90 


.9 


111 


10.1 


90 


.9 


81 


9.7 


86 


.6 


95 


5.0 


94 


.9 


80 


2.2 


97 


1.1 


117 


4.2 


96 


1.6 


94 


1.8 


98 


.9 


95 


2.4 


97 


.8 


119 


1.5 


98 


1.0 


110 


4.4 


96 


.9 


99 


6.8 


93 


.8 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



156 


10.8 


93 


1.4 


192 


9.3 


95 


1.5 


12S 


9.1 


92 


1.0 


70 


13.6 


80 


.5 


140 


5.0 


96 


1.4 


138 


5.4 


96 


1.9 


164 


7.9 


95 


2.5 


161 


3.8 


97 


1.6 


124 


6.2 


95 


1.1 


177 


3.6 


97 


1.6 


174 


18.5 


89 


1.4 


136 


12.8 


90 


1.1 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



9.1 


.68 


92 


.083 


8.0 


.78 


90 


.063 


7.2 


1.13 


84 


.056 


6.9 


.75 


89 


.055 


6.7 


.96 


85 


.062 


5.6 


.99 


82 


.067 


7.7 


.81 


69 


.099 


7.5 


.30 


96 


.076 


7.0 


.65 


90 


.060 


8.1 


.52 


93 


.071 


8.1 


.94 


88 


.067 


6.1 


.78 


67 


.051 



TOTAL 

125.030 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.342 



1.000 1.606 



102 5.8 94 



24 24 



12.1 



146 6.8 93 



24 24 



17.5 



7.5 . 77 69 



24 24 



.810 



167 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
KILWORTH HEIGHTS WPCP 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110003362 

treatment facility : EXTENDED AERATION 

PHOSPHORUS REMOVAL- CONTINUOUS 
EFFLUENT POLISHING 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.263 1000 M3 



MUNICIPALITY : L0B0(KILM0RTH HEIGHTS )W* 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



48 

33 

68.7 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



— x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS > 



JAN/84-DEC/8'i 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



JAN 


I. Oil 


.033 


.033 


.033 


54 


.3 


99 


FEB 


.974 


.034 


.034 


.034 


16 


.4 


97 


MAR 


1.297 


.042 


.042 


.042 


20 


5.9 


70 


APR 


1.403 


.047 


.047 


.047 


10 


4.6 


54 


MAY 


1.669 


.054 


.054 


.054 


10 


6.3 


37 


JUN 


S.785 


.126 


.126 


.126 


11 


S.9 


46 


JUL 


2.954 


.095 


.095 


.095 


15 


9.2 


38 


AUG 


2.831 


.091 


.091 


.090 


32 


13.9 


56 


SEP 


1.604 


.053 


.053 


.053 


21 


13.0 


38 


OCT 


1.837 


.059 


.059 


.059 


40 


10. S 


73 


NOV 


1.268 


.042 


.042 


.042 


27 


13.1 


51 


DEC 


1.260 


.041 


.041 


.041 


34 


12.8 


62 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V. KG 



151 


7.4 


95 


S3 


4.4 


86 


i» 


6.6 


65 


7 


1.3 


81 


11 


3.5 


68 


5 


3.4 


32 


17 


4.1 


75 


29 


3.4 


88 


17 


6.1 


64 


29 


3.4 


as 


79 


5.8 


92 


62 


3.6 


94 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L V. KG 



1.6 


.97 


39 


.001 


1.2 


.78 


35 




1.0 


.57 


43 


.001 


.8 


.67 


16 




.9 


.53 


41 


.001 


1.1 


,57 


48 


.002 


1.3 


.69 


46 


.002 


2.Z 


1.17 


46 


.003 


2.3 


1.38 


40 


.001 


3.0 


1.60 


46 


.003 


2.1 


1.16 


44 


.001 


2.0 


.86 


57 


.001 



TOTAL 



21.893 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.060 



.12« 



.126 



.3 



24 7.9 60 



M 3* 



38 4,4 77 



34 33 



.016 



1.6 . 91 42 



33 33 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
WORKS NUMBER : 110002078 BELLE RIVER-MAIDSTONE WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : MAIDSTONE (BELLE RIVER) 
REGION : 01 SOUTHWESTERN 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 6.619 1000 M5 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



8,207 

7,<H9 

90. S 



DESIGN BODS 



500.0 MG/L 



DESIGN SUSP. SOLIDS 



300.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



X-BIOCHEMICAL OXYGEN DEHAND-x- 



JAN/fl'»-DEC/8<t 



JAN 


135.282 


4.364 


5.049 


FEB 


16'*.976 


5.689 


10.614 


MAR 


187.899 


6.061 


10.673 


APR 


159.366 


5.312 


6.150 


MAY 


162.907 


5.255 


7.586 


JUN 


152.786 


5.093 


5.850 


JUL 


146.166 


4.715 


5.076 


AUG 


149.187 


4.812 


5.728 


SEP 


142.859 


4.762 


5.502 


OCT 


136.653 


4.408 


5 . 246 


NOV 


137.629 


4.588 


6.190 


DEC 


154.743 


4.992 


7.263 



REDUCTION 
INFLUENT EFFLUENT 1000 
N6/L MG/L /. KG 



SUSPENDED SOLIDS -—3 

REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



c TOTAL PHOSPHORUS > 

REDUCTION 
INFLUENT EFFLUENT lOOO 
MG/L MG/L 7. KG 



57 


7.8 


86 


6.6 


108 


15.0 


86 


12. S 


3.6 


.86 


76 


.371 


70 


8.0 


88 


10.2 


109 


14.0 


67 


15.6 


2.5 


1.45 


42 


.173 


66 


7.9 


88 


10.9 


102 


15.0 


85 


16.3 


2.5 


1.03 


58 


.276 


82 


8.8 


89 


11.6 


103 


15.6 


84 


13.9 


2.7 


.27 


90 


.387 


85 


10.0 


88 


12,2 


95 


9.9 


89 


13.8 


2.0 


.45 


77 


.253 


41 


5.7 


86 


5.3 


84 


12.3 


85 


10.9 


2.6 


.40 


84 


.336 


63 


7.7 


87 


8.0 


97 


7.2 


92 


13.1 


2.7 


.43 


84 


.332 


81 


8.3 


89 


10.8 


93 


6.9 


92 


12.8 


2.9 


.16 


94 


.409 


132 


2.6 


98 


18.4 


146 


6.7 


95 


19.9 


2.8 


.39 


86 


.344 


106 


5.6 


96 


13.9 


106 


7.0 


93 


13.5 


3.1 


.68 


78 


.331 


91 


7.0 


92 


11.5 


111 


11.0 


90 


13.7 


3.2 


.90 


71 


.317 


66 


1.8 


97 


13.0 


114 


12.1 


89 


15.7 


2.3 


.40 


82 


.294 



TOTAL 

1830. 4SS 

AVERAGE 
MAXIMUM 
'no. of SAMPLES 



5.004 



10.673 



80 6.6 90 



64 59 



133.0 



105 11.0 89 



163 163 



172.2 



2.7 .61 77 



83 «S 



3.823 



169 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
MILDMAY WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 11000Z19<i 



TREATMENT FACILITY 



EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : MILDMAY 

REGION ; 01 SOUTHWESTEIWi 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



92'i 

969 

104.8 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.968 1000 M3 DESIGN BODS : 135.0 MG/L DESIGN SUSP. SOLIDS : 160.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEM«fl)-><— SUSPENDED SOLIDS — -><— TOTAL PHOSPHORUS > 





TOTAL 




VOLUME 


DATE 


1000 M3 


JAN/a-t-DEC/BA 


JAN 


8.205 


FEB 


15.053 


MAR 


10.937 


APR 


9.6<i6 


MAY 


8.755 


JUN 


9.134 


JUL 


9.014 


AUG 


9.207 


SEP 


8.477 


OCT 


7.831 


NOV 


9.550 


DEC 


11.033 



AVG DAY MAX DAY PEAK RT 

1000 MS 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y, KG 



.265 


.312 


.519 


1.610 


.353 


.654 


.322 


.419 


.282 


.402 


.304 


.396 


.291 


.337 


.297 


.391 


.283 


.437 


.253 


.308 


.318 


.480 


.356 


.758 



131 


6.5 


95 


1.0 


195 


10.5 


94 


1.5 


7.8 


.50 


93 


.060 


100 


3.6 


96 


1.4 


116 


9.7 


91 


1.6 


6.1 


.50 


91 


.084 


116 


4.9 


95 


1.2 


144 


3.7 


97 


1.5 


7.4 


.34 


95 


.077 


142 


4.4 


96 


1.3 


208 


6.1 


97 


1.9 


7.9 


.72 


90 


.069 


169 


3.3 


98 


1.4 


268 


4.0 


98 


2.3 


10.3 


.48 


95 


.DB6 


158 


1.2 


99 


1.4 


178 


1.3 


99 


1.6 


8.5 


.40 


95 


.072 


94 


3.0 


96 


.8 


216 


8.8 


95 


1.8 


4.6 


.65 


85 


.036 


151 


.5 


99 


1.3 


217 


2.7 


98 


1.9 


9.0 


.54 


94 


.078 


M 


1.3 


98 


.7 


83 


5.5 


93 


.6 


6.1 


.55 


90 


.047 


141 


1.7 


98 


1.0 


179 


4.2 


97 


1.2 


7.8 


.65 


91 


.056 


156 


4.8 


96 


1.4 


179 


8.4 


95 


1.6 


7.0 


1.20 


82 


.055 


94 


3.2 


96 


1.0 


110 


4.7 


95 


1.1 


5.7 


2.50 


56 


.035 



TOTAL 

116.842 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.320 



1.610 



128 3.2 97 



M tS 



14.3 



174 5.8 96 



M 24 



19.1 



7.3 .75 88 



43 24 



.755 



170 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORINS INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
CORUNNA P.V. PLANT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000481 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 'i.SAfi 1000 M3 



MUNICIPALITY : MOORE (CORUNNA) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



10,097 

5,000 



DESIGN BODS 



150.0 MG/L 



DESIGN SUSP. SOLIDS 



150.0 MG/L 



TOTAL 

VOLUME 
DATE 1000 M3 

J«l/8'i-DEC/8'i 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS 



._>< TOTAL PHOSPHORUS > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 H3 

/DAY /DAY /DAY 



jm 


50.176 


1.619 


2.215 


2.728 


rm 


52.138 


1.797 


2.779 


2.728 


HAR 


5<*.172 


1.747 


2.662 


2.728 


APR 


«.742 


1.458 


1.963 


2.637 


MAY 


38.616 


1.246 


1.797 


2.637 


JUM 


36.609 


1.220 


1.473 


2.728 


JUL 


34.258 


1.105 


1.242 


2.455 


AUB 


57.356 


1.205 


1.999 


2.728 


SEP 


40.679 


1.356 


1.767 


2.728 


OCT 


41.855 


1.350 


1.518 


2.500 


NOV 


43.360 


1.491 


2. 443 


2.728 


DEC 


47.173 


1.522 


2.607 


2.728 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



142 


17.2 


87 


6.2 


95 


5.9 


93 


4.6 


96 


10.0 


89 


4.6 


142 


7.8 


94 


5.8 


88 


3.7 


95 


3.2 


92 


8.0 


91 


3.0 


133 


6.4 


95 


4.3 


105 


6.2 


94 


3.6 


123 


4.7 


96 


4.8 


105 


5.8 


94 


4.1 


173 


5.4 


96 


7.2 


137 


S.7 


93 


6.0 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



120 


14.4 


88 


5.2 


94 


11.7 


87 


4.2 


104 


11.4 


89 


5.0 


142 


7.7 


94 


5.8 


122 


7.6 


93 


4.4 


122 


10.3 


91 


4.0 


115 


6.1 


94 


3.7 


102 


4.9 


95 


3.6 


108 


5.6 


94 


4.1 


110 


7.4 


93 


4.2 


124 


6.6 


93 


5.0 


120 


10.1 


91 


5.1 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



6.5 


.42 


93 


.305 


5.7 


.34 


94 


.279 


5.2 


1.3Q 


75 


.211 


S.6 


.30 


94 


.232 


5.6 


.21 


96 


.208 


6.2 


1.05 


83 


.189 


8.6 


1.11 


67 


.257 


6.3 


.76 


67 


.207 


5.5 


1.08 


60 


.180 


6.5 


1.04 


64 


.229 


8.0 


1.70 


78 


.273 


6.6 


1.07 


83 


.261 



TOTAL 



520.134 



AVERAGE 



MAXIMUM 



1.426 



2.779 



2.728 



119 



7.4 93 



58.0 



115 



8.8 92 



54.9 



6.3 



.86 86 



2.831 



MO. OF SAMPLES 



23 



23 



23 



23 



23 



23 



171 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
COURTRIGHT MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUhBER 



110001818 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY ; MOORE (COURTRIGHT J 
REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 10,097 
POPULATION SERVED : 1,A11 
PERCENT SERVED : 13.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.568 1000 M3 



DESIGN BODS 



20*4.0 MG/L 



DESIGN SUSP. SOLIDS 



2<t0.0 MG/L 



< 





TOTAL 




VOLUME 


DATE 


1000 MX 


JAN/84-DEC/84 


JAN 


29 . 07* 


FWt 


17.381 


HAIt 


21.128 


APR 


20.883 


MAY 


11.939 


jyN' 


14.116 


JW. 


13.089 


AM 


13.463 


SEP 


16.111 


OCT 


28.561 


NOV 


15.802 


1^ 


Z0.012 



FLOW DATA 

AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 MS 

/DAY /DAY /DAY 



-x-BIOCHEMICAL OXYGEN DEMAND-x- 

REOUCTION 

INFLUENT EFFLUENT 1000 
MG/L MG/L Z 



SUSPENDED SOLIDS -— ><— TOTAL PHOSPHORUS ---> 



.938 


1.208 


.599 


2.100 


.682 


1.707 


.696 


2.356 


.482 


.700 


.471 


1.101 


.422 


.854 


.434 


1.063 


.537 


1.827 


.921 


2.850 


.527 


1.161 


.646 


1.895 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



HG/L y. 



KG 



132 


12.5 


90 


3.4 


178 


17.6 


90 


4.6 


9.2 


.87 


90 


.242 


132 


8.0 


93 


2.1 


139 


12.0 


91 


2.2 


8.2 


.60 


92 


.132 


103 


9.0 


91 


1.9 


127 


11.3 


91 


2.4 


6.7 


.43 


93 


.132 


108 


11.6 


89 


2.0 


119 


11.8 


90 


2.2 


6.1 


1.13 


86 


.146 


110 


10.2 


90 


1.4 


155 


8.8 


94 


2.1 


9.1 


.60 


93 


.127 


120 


11.1 


90 


1.5 


165 


4.4 


97 


2.2 


7.8 


.52 


93 


.105 


110 


12.4 


88 


1.2 


125 


7.0 


94 


1.5 


7.8 


.54 


93 


.095 


154 


8.9 


94 


1.9 


130 


5.4 


95 


1.6 


6.8 


2.90 


57 


.053 


97 


23.4 


75 


1.1 


82 


6.6 


91 


1.2 


5.1 


3.10 


39 


.032 


122 


13.1 


89 


3.1 


129 


11.7 


90 


3.3 


7.7 


1.18 


84 


.186 


129 


4.1 


96 


1.9 


111 


3.6 


96 


1.6 


6.6 


1.28 


60 


.084 


93 


IS. 4 


83 


1.5 


134 


16.3 


87 


2.3 


7.2 


1.04 


85 


.123 



TOTAL 

224.559 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.613 



2.850 



117 11.6 89 



«9 49 



23.7 



132 9.7 92 



49 47 



27.9 



7.5 1.18 82 



47 21 



1.455 



172 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEH 

SEWAGE TREATMENT - PERFORMANCE REPORT 
PETROLIA WPCP + LAGOON + FILTER 



WORKS NUMBER : 110000S79 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : PETROLIA 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3,182 1000 M3 DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS —-><—- TOTAL PHOSPHORUS 



■«»186 
lifise 

100.0 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY PEAK RT 
1000 M3 1000 MS 
/DAY /DAY 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1000 INFLUENT EFFLUENT 
KG MG/L HG/L /. 



REDUCTION 


REDUCTION 


1000 


INFLUENT EFFLUENT 1000 


KG 


MG/L MG/L y. KG 



JAN 


25.265 


1.140 


1.320 


FEB 


47.465 


1.640 


5.840 


MAR 


51.552 


1.660 


2.600 


APR 


141.569 


1.386 


2.146 


HAY 


43.470 


1.402 


1.782 


JUM 


47.498 


1.583 


2.055 


JUL 


41.251 


1.331 


2.018 


MM 


48.002 


1.548 


2.505 


SS> 


51.785 


1.726 


2.850 


OCT 


29 . 960 


1.289 


2.173 


MV 


47.429 


1.581 


2,546 


DEC 


45 . 088 


1.454 


.809 



132 


2.S 


97 


4,5 


200 


4.5 


97 


6.8 


8.3 


.65 


92 


.270 


75 


2.9 


96 


S.4 


194 


5.9 


96 


8.9 


6,4 


.46 


92 


.282 


86 


3.1 


96 


4.2 


160 


3.7 


97 


8.0 


7,7 


.71 


90 


.360 


74 


9.8 


86 


2.6 


155 


1.8 


98 


6,3 


16.0 


.62 


96 


.639 


122 


3.3 


97 


5.1 


158 


2.0 


98 


6.7 


7.7 


.46 


94 


.315 


121 


5.3 


95 


5.4 


173 


4.4 


97 


8.0 


4.4 


.60 


86 


.180 


116 


1,9 


98 


4.7 


166 


4.4 


97 


6.6 


7.1 


.46 


93 


.274 


88 


1.7 


98 


4.1 


167 


5.5 


96 


7.7 


6.8 


.37 


94 


.309 


72 


2.6 


96 


3.5 


92 


5.4 


94 


4.4 


5.2 


1.62 


68 


.185 


100 


1.1 


98 


3.9 


108 


8,2 


92 


3.9 


5.6 


.28 


95 


.213 


54 


4.0 


92 


2.3 


76 


8.0 


89 


3.2 


4.2 


.42 


90 


.179 


49 


2.3 


95 


2.1 


101 


7.0 


93 


4.2 


8.4 


.21 


97 


.369 



TOTAL 

540.334 



AVERAGE 



MAXIMUM 



NO, OF SAMPLES 



1.478 



5.840 



90 3.4 95 



25 25 



46.4 



145 5.0 95 



202 204 



75.3 



3.575 



7.3 .57 90 



25 £5 



173 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 11000E<i89 WYOMING WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 27 DEC 85 



MUNICIPALITY : PLYMPTON (WYOMING) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



«,9S1 

l./'iO 

35.2 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.127 1000 H5 DESIGN BODS : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— - SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 


JAN/84- DEC/84 




JAM 


10.700 


.345 


FEB 


X2.224 


.437 


MAR 


12.603 


.407 


APR 


12.467 


.416 


MAY 


13.339 


.430 


JUN 


13.679 


.456 


JUL 


10.652 


.344 


AUG 


11.451 


.369 


SEP 


13.778 


.459 


OCT 


13.309 


.429 


NOV 


8.187 


.273 


DEC 


6.929 


.273 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



.525 
.567 
,655 
.558 
.636 
.769 
.509 
.754 
.585 
.653 
.553 
.930 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L '/. 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



260 


55.4 


78 


2.1 


206 


14.0 


93 


2.0 


16.5 


2.20 


86 


.153 


90 


7.5 


91 


1.0 


143 


14.1 


90 


1.5 


7.4 


.32 


95 


.087 


104 


22.3 


78 


l.O 


131 


19.7 


84 


1.4 


8.3 


2.04 


75 


.079 


113 


26.4 


76 


1.0 


172 


62.2 


63 


1.3 


a.i 


2.69 


66 


.067 


88 


33.6 


61 


.7 


135 


15.6 


88 


1.5 


6.5 


.34 


94 


.082 


74 


5.3 


92 


.9 


131 


10.1 


92 


1.6 


6.7 


1.03 


84 


.078 


135 


3.0 


97 


1.4 


159 


3.3 


97 


1.6 


10.1 


.62 


93 


.101 


95 


2.1 


97 


1.0 


132 


2.5 


98 


1.4 


a. 2 


.16 


98 


.092 


445 


16.2 


96 


5.9 


426 


6.2 


98 


5.7 


10.1 


.83 


91 


.128 


110 


.6 


99 


1.4 


143 


11.6 


91 


1.7 


6.6 


.57 


93 


.107 


98 


26.4 


73 


.5 


125 


19.9 


84 


.8 


7.7 


1.19 


84 


.053 


111 


15.4 


86 


.6 


151 


IS. 2 


89 


.9 


7.8 


.57 


92 


.050 



TOTAL 

139.318 



AVERAGE 



MAXIMUM 



NO, OF SAMPLES 



.387 



.930 



143 17.8 85 



25 24 



18.0 



171 16.2 89 



217 237 



22.1 



8.8 1.04 88 



21 . 2S 



1.077 
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ONTARIO MINISTRY OF THE ENVIRONMEMT UTILITY HONITORING INFORHATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
THAMESVILLE WPCP 



MORKS NUMBER = 110002*70 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

THAMESVILLE 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 

PERCENT SERVED 



921 

905 

9S.2 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.818 1000 M3 



DESIGN BODS 



170.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8*-DEC/8« 



FLOM DATA 



-x-BIOCHEMICAL OXYGEN DEMAND-x-- 



SUSPENDED SOLIDS ---><- 



TOTAL PHOSPHORUS 



> 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



JAN 


ti.9Zl 


.159 


.209 


FEB 


5.102 


.176 


.288 


MAR 


8.055 


.260 


.389 


APR 


5.608 


.187 


.326 


MAY 


5.278 


.170 


.283 


JUN 


5.593 


.186 


.240 


JUL 


5.<il8 


.175 


.240 


AUG 


S.342 


.172 


.277 


SEP 


5.084 


.169 


.343 


OCT 


5.172 


.166 


.402 


mv 


A. 932 


.164 


.257 


PEG 


4.796 


.154 


.331 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



183 


45.0 


75 


.6 


152 


59.3 


60 


.4 


10.5 


3.18 


69 


.036 


191 


27.4 


85 


.8 


114 


34.0 


70 


.4 


8.2 


1.53 


81 


.034 


199 


43.2 


78 


1.2 


92 


SS.O 


40 


.2 


9.6 


2.15 


77 


.060 


219 


14.0 


93 


1.1 


141 


10.4 


92 


.7 


9.4 


1.91 


79 


.042 


272 


22.9 


91 


1.3 


206 


13.4 


93 


1.0 


10.8 


2.60 


75 


.043 


169 


7.7 


95 


.9 


124 


8.4 


93 


.6 


7.3 


3.39 


53 


.022 


243 


5.4 


97 


1.2 


129 


3.1 


97 


.6 


9.0 


.23 


97 


.048 


213 


3.9 


98 


1.1 


105 


4.0 


96 


.5 


8.1 


.22 


97 


.042 


170 


1.7 


99 


.8 


118 


4.0 


96 


.5 


8.5 


.21 


97 


.042 


200 


2.5 


96 


1.0 


186 


4.0 


97 


.9 


9.3 


.23 


97 


.047 


248 


.5 


99 


1.2 


Z37 


7.5 


96 


1.1 


9.7 


.11 


98 


.047 



TOTAL 



65.311 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.178 



.402 



209 15.6 92 



18 18 



11.6 



145 18.4 85 



iA 10 



7.4 



.463 



9.1 1.43 84 



1« IS 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000800 WESTMINSTER WPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WESTMINSTER 

01 SOUTHWESTERN 



TREATMENT FACILITY 



EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



6,059 

^,000 
66.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.136 1000 M3 DESIGN BODS : 200.0 MG/L 

_._><-BIOCHEMICAL OXYGEN DEHAND-x— SUSPENDED SOLIDS —><— TOTAL PHOSPHORUS — > 



DESIGN SUSP. SOLIDS 



200.0 MG/L 





< 


FLOW 


DATA 


-- 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 H3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/8<>-DEC/8<* 



JAM 


33.346 


1.076 


1.605 


FES 


50.264 


1.733 


2.800 


KM 


50.581 


1.632 


2.236 


APR 


56.684 


1.889 


2.457 


MAY 


51.772 


1.670 


2.300 


JUN 


49.358 


1.645 


2.205 


JUL 


53.711 


1.733 


2.613 


AUG 


38.024 


1.227 


1.70S 


SEP 


46.119 


1.537 


2.500 


OCT 


50.066 


1.615 


2.573 


NOV 


34.823 


1.161 


1.455 


DEC 


41.652 


1.344 


2.S78 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



HI 


22.0 


80 


2.9 


176 


13.7 


92 


S.4 


6.6 


1.58 


76 


.167 


292 


16.8 


94 


13.8 


111 


8.0 


92 


5.1 


3.7 


.77 


79 


.147 


114 


8.6 


92 


5.3 


136 


3.3 


97 


6.7 


6.3 


1.03 


83 


.267 


110 


12.2 


88 


5.5 


162 


5.0 


96 


8.8 


5.4 


.29 


94 


.290 


93 


4.2 


95 


4,5 


155 


4.7 


96 


7.7 


5.3 


.64 


87 


.241 


118 


8.4 


92 


5.4 


170 


18.0 


89 


7.5 


4.8 


.57 


88 


,209 


147 


10.1 


93 


7.3 


182 


10.5 


94 


9.2 


8.1 


.83 


89 


.390 


158 


14.3 


90 


6.4 


175 


8.1 


95 


6.3 


6.8 


.87 


87 


.225 


58 


8.5 


65 


2.2 


98 


10. S 


89 


4.0 


2.8 


.34 


67 


.113 


227 


22.1 


90 


10.2 


268 


38.1 


85 


11.5 


6.5 


1.39 


78 


.256 


437 


6.4 


98 


14.9 


232 


23.8 


89 


7.2 


5.4 


.61 


88 


.167 


13S 


6.1 


95 


5.3 


253 


21.8 


91 


9.6 


4.5 


.54 


86 


.165 



TOTAL 

556.400 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.522 



2. SOD 



166 11.6 91 



19 U 



63.4 



176 13.7 92 



19 19 



«9.4 



5.S .78 85 



17 19 



2.637 



176 



177 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 



178 



REGION 2 - I 

WEST CENTRAL ' 



179 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEMASE TREATMENT - PERFORMANCE REPORT 
HAGERSVILLE WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER : IIOOOIOSI 



MUNICIPALITY : HALDIMAND C HAGERSVILLE I 
REGION ; 02 WEST-CENTRAL 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



16,626 

2,362 
1^.2 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.000 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA -— x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS ---> 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/8<t 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 m 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /, KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



JAN 


4S.568 


1.469 


1.709 


FWB 


51.210 


1.766 


1.928 


NM 


56.920 


1.836 


2.231 


APR 


56.440 


1.881 


2.325 


KAV 


49.840 


1.607 


1.793 


am 


47.250 


1.575 


2.345 


JUL 


34.622 


1.117 


1.651 


AU6 


33.011 


1.065 


1.379 


SEP 


39.334 


.856 


2.239 


OCT 


29.790 


.961 


1.151 


NOV 


36.123 


1.204 


1.941 


DEC 


42.439 


1.369 


2.299 



43 


2.8 


93 


1.8 


32 


9.1 


71 


1.0 


2.3 


.26 


88 


.093 


88 


2.5 


97 


4.3 


31 


6.9 


77 


1.2 


2.6 


.24 


90 


.121 


30 


2.2 


92 


1.5 


53 


11.6 


64 


1.2 


1.7 


.29 


82 


.080 


22 


1.4 


93 


1.1 


28 


8.8 


68 


1.0 


2.4 


.53 


77 


.106 


114 


2.1 


98 


5.5 


63 


6.0 


90 


2.8 


2.2 


.34 


84 


.093 


22 


6.5 


70 


.7 


26 


20.1 


22 


.2 


2.5 


.62 


75 


.089 


32 


1.4 


95 


1.0 


78 


6.4 


91 


2.4 


3.0 


.33 


89 


.092 


110 


3.4 


96 


2.5 


65 


7.9 


87 


1.8 


5.8 


.53 


90 


.174 


61 


5.9 


90 


2.1 


42 


8.3 


80 


1.3 


3.7 


.53 


85 


.125 


204 


9,3 


95 


5.8 


135 


5.6 


95 


3.8 


6.6 


.53 


91 


.161 


138 


7.4 


94 


4.7 


75 


9,2 


87 


2.3 


4.3 


.71 


83 


.130 


171 


13.6 


92 


6.6 


109 


9.3 


91 


4.2 


5.3 


.37 


93 


.209 



TOTAL 

522.547 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.592 



2.345 



86 4.8 92 



Z2 2£ 



39.2 



5f 9.1 77 



22 22 



23.8 



3.5 .44 86 



22 21 



1.493 



180 



ONTARIO MINISTRY OF THE ENVIRONMEMT 

SEWAGE TREATMENT 
WORKS NUMBER : 11000194S AYR PV WPCP 



TREATMENT FACILITY : ECTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : NORTH DUMFRIES (AYR) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,916 

1,281 

26.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.181 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

< FLOW DATA — x-BIOCHEHlCAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — -><— TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'i 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KS 



JAN 


14.550 


.469 


.526 


FEB 


15.055 


.519 


.759 


MAR 


15.550 


.502 


.607 


APR 


14.314 


.477 


.586 


HAY 


13.660 


.441 


.488 


JUN 


13.399 


.443 


.546 


JUL 


12.280 


.396 


.460 


AUS 


12.887 


.416 


.547 


SEP 


12.312 


.410 




OCT 


11.424 


.368 




NOV 


11.132 


.571 




DEC 


11.868 


.383 





REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



210 


2.1 


99 


3.0 


162 


16.4 


89 


2.1 


10.6 


.71 


93 


.144 


162 


4.0 


97 


2.3 


115 


11.0 


90 


1.5 


8.8 


.65 


92 


.123 


116 


1.9 


98 


1.7 


146 


10.3 


92 


2.1 


8.2 


.40 


95 


.121 


166 


4.2 


97 


2.3 


181 


8.0 


95 


2.4 


4.8 


.43 


91 


.063 


277 


5.0 


98 


3.7 


345 


8.5 


97 


4.5 


11.2 


.37 


96 


.148 


126 


3.6 


97 


1.6 


112 


6.1 


94 


1.4 


6.7 


.31 


95 


.085 


118 


1.3 


98 


1.4 


351 


5.9 


98 


4.2 


16.0 


.41 


97 


.191 


70 


1.1 


98 


.8 


65 


4.9 


92 


.7 


6.0 


.33 


94 


.073 


30 


4.5 


85 


.3 


33 


13.2 


60 


.2 


2.2 


.40 


61 


.022 


57 


5.7 


90 


.5 


64 


12.6 


80 


.5 


4.1 


.43 


89 


.042 


140 


3.9 


97 


1.5 


137 


15.5 


88 


1.3 


6.7 


.38 


94 


.070 


55 


7.8 


85 


.5 


43 


13.6 


67 


.3 


3.7 


.32 


91 


.040 



"TOTAL 

158.341 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.433t 



.759 



127 3.7 95 



f 9 



20.1 



146 10.5 87 



9 9 



21.8 



1.122 



7.4 .42 92 



7 9 
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ONTARIO MINISTRY OF THE ENVIROHMEMT 

SEWAGE TREATMENT 
MORKS NlffffiER : 110001097 PARIS HPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 7.046 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : PARIS 

REGION : 02 WEST-CENTRAL 

CURRENT POPULATION ! 
POPULATION SERVED : 
PERCENT SERVED : 



7,272 

*,359 

59.9 



DESIGN B0D5 



200.0 MG/L 



DESIGN SUSP. SOLIDS 



170.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8<i 



FLOM DATA 



-x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



MAX DAY PEAK RT 

1000 M3 1000 M3 INFLUENT EFFLUENT 



REDUCTION 



/DAY 



/DAY 



M6/L 



MG/L 'A 



REDUCTION 



1000 INFLUENT EFFLUENT 
KG MG/L MG/L Z 



1000 INFLUENT EFFLUENT 



KG 



MG/L 



MG/L X 



REDUCTION 

1000 
KG 



sm 


80 . 662 


2.224 


3.927 


FEil 


77.025 


2.656 


4.866 


lUtt 


72 . 908 


2.352 


2.864 


AP" 


72.195 


2.417 


3.181 


NAY 


72.105 


2.326 


2.908 


JUM 


69.129 


2.304 


3.518 


JUL 


69.101 


2.229 


3.028 


AU6 


65.886 


2.125 


3.641 


MSP 


62.517 


2.083 


2.819 


ocr 


62 . 785 


2.025 


2.634 


Npy 


63.125 


2.104 


2.653 


PEC 


63.343 


2.043 


2.432 



222 


3.5 


98 


17.6 


107 


6.4 


94 


8.1 


5.8 


.27 


95 


.446 


122 


26.0 


78 


7.3 


66 


16.0 


75 


3.8 


4.3 


.65 


84 


.281 


219 


17.3 


92 


14.7 


202 


9.4 


95 


14.0 


6.1 


.31 


94 


.422 


209 


3.4 


98 


14.9 


141 


11.1 


92 


9.4 


7.1 


.44 


93 


.483 


245 


2.4 


99 


17.4 


171 


6.0 


96 


11.8 


7.8 


.74 


90 


.509 


343 


4.6 


98 


23.3 


317 


8.7 


97 


21.3 


9.0 


.73 


91 


.572 


293 


3.0 


98 


20.0 


243 


7.8 


96 


16.2 


5.3 


.72 


86 


.316 


339 


3.8 


98 


22.0 


235 


5.9 


97 


15.0 


7.1 


.64 


88 


.412 


474 


3.7 


99 


29.4 


255 


5.6 


97 


15.5 


8.0 


.89 


88 


.444 


326 


12.6 


96 


19.6 


230 


11.1 


95 


13.7 


8.7 


.56 


93 


.511 


287 


8.7 


96 


17.5 


205 


7.7 


96 


12.4 


8.0 


.30 


96 


.486 


384 


15.0 


96 


23.3 


265 


17.9 


93 


15.6 


6.4 


.50 


94 


.500 



TOTAL 

831 . 081 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.241 



4.866 



288 8 . 6 9S 



U 11 



227.6 



293 9.4 93 



11 11 



157.4 



7.1 .57 91 



10 11 



5.582 
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ONTARIO MINISTRY OF THE ENVIRONMEMT 

SEMAGE TREATMENT 
WORKS NUMBER : IIOOOS'VIS ST GEORGE PV WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

S DUMFRIEStST GEORGE) *» 
02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,9'»0 

500 

12.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.063 1000 H3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

<--_ FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— - SUSPENDED SOLIDS - — ><-— TOTAL PHOSPHORUS — -> 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/e'i-DEC/8't 



JAN 


11 . 315 


.365 


.427 


FEB 


13.647 


.478 


.731 


MAR 


13.505 


.436 


.598 


APR 


11.526 


.384 


.505 


HAY 


11.938 


.385 


.464 


JUN 


12.100 


.403 


.618 


JUL 


11.400 


.367 


.457 


AUG 


10.879 


.367 


.442 


SEP 


9.233 


.307 


.545 


OCT 


11.875 


.383 


.453 


NOV 


11.808 


.393 


.462 


DEC 


11.983 


.406 


.543 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L •/. KG 



153 


.3 


99 


1.7 


134 


2.2 


98 


1.4 


7.2 


.81 


88 


.072 


76 


1.2 


98 


1.0 


89 


1.4 


98 


1.1 


7.5 


1.00 


66 


.089 


83 


1.5 


98 


1.1 


78 


8.0 


89 


.9 


7.7 


.58 


92 


.096 


119 


1.7 


98 


1.3 


114 


9.7 


91 


1.2 


5.0 


.68 


86 


.050 


65 


1.6 


98 


.9 


107 


5.2 


95 


1.2 


5.2 


.52 


90 


.056 


61 


.9 


98 


.7 


69 


3.2 


95 


.7 




.46 






239 


2.0 


99 


2.7 


185 


3.5 


98 


2.0 


10.1 


.88 


91 


.105 


72 


.3 


99 


.7 


85 


1.7 


98 


,9 


6.0 


.39 


93 


.061 


131 


.9 


99 


1.2 


128 


1,3 


98 


1.1 


7.4 


.45 


93 


.064 


86 


.7 


99 


1.0 


lis 


1.7 


98 


1.3 


6.1 


.50 


91 


.067 


112 


.8 


99 


1.3 


123 


2.3 


98 


1.4 


6.2 


.41 


93 


.068 


88 


1.4 


98 


1.0 


119 


3.0 


97 


1.3 


6.3 


.39 


93 


.071 



TOTAL 

141.209 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.389 



.731 



108 1.1 98 



13 13 



14.9 



112 3.6 96 



13 13 



15.1 



i.7 .58 91 



Vt 13 



.799 



183 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEHAGE TREATMENT - PERFORMANCE REPORT 
WELLESLEY MPCP 



WORKS NUMBER : 110001578 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WELLESLEY 

02 WEST-CENTRAL 



TREATMENT FACILITY 



EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



6,669 

926 

12.8 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.500 1000 M5 DESIGN BODS : 200.0 HG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 



TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 


VOLUME 


1000 MS 


1000 MS 


1000 MS 


1000 MS 


/DAY 


/DAY 


/DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



JAN/8'*-DEC/8<* 
JAN 10.636 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



22.858 
19.579 
14.940 
13.894 
14. '•O? 
10 . 663 
9.815 
14.166 
10.020 
14.049 
14.403 



.343 


.567 


.786 


2.845 


.632 


1.077 


.498 


.824 


.448 


.972 


.480 


1.040 


.344 


.496 


.317 


.569 


.472 


.889 


.323 


.494 


.468 


1.071 


.464 


.896 



IM 


6.0 


96 


1.8 


150 


13.0 


91 


1.4 


6.9 


.80 


88 


.065 


77 


7.0 


90 


1.6 


91 


15.0 


83 


1.7 


3.4 


.45 


86 


,067 


86 


6.2 


92 


1.5 


82 


11.4 


86 


1.3 


4.4 


.86 


80 


.069 


•7 


7.0 


91 


1.1 


92 


11.0 


88 


1.2 


4.0 


1.40 


65 


.039 


9? 


9.0 


90 


1.2 


12s 


11.0 


91 


1.5 


5.7 


1.70 


70 


.056 


•5 


4.8 


94 


1.1 


114 


11.0 


90 


1.4 


5.3 


.62 


88 


.067 


122 


5.8 


95 


1.2 


174 


11.0 


95 


1.7 


S.4 


.74 


86 


.050 


15* 


4.9 


96 


1.4 


199 


11.5 


94 


1.8 


8.4 


.59 


92 


.077 


M 


1.6 


97 


.9 


178 


11.7 


93 


2.3 


4.1 


.89 


78 


.045 


249 


3.5 


98 


2.4 


184 


14.6 


92 


1.6 


6.6 


.72 


89 


.059 


1«9 


5.3 


96 


2.0 


139 


14.0 


89 


1.7 


5.9 


.83 


85 


.071 


125 


3.1 


97 


1.7 


132 


12.5 


90 


1.7 


4.1 


.69 


78 


.046 



TOTAL 

169.430 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.465 



2.845 



Its 5.3 94 



s» se 



18.5 



138 12.3 90 



126 126 



19.9 



5.3 .87 82 



29 28 



.711 



184 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BADEN MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001710 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY ; HILMOT (BADEN) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



10,766 

1>016 

9.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.922 1000 H3 DESIGN BODS = 240.0 MG/L DESIGN SUSP. SOLIDS SOO.O MS/L 

<___ FLOW DATA — x-BIOCHEMICAL OXYGEN DEHAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 H3 


1000 M3 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L 7. KG 



JAN 


13.956 


.450 


.593 


1.230 


364 


12.6 


96 


4.9 


304 


22.3 


92 


3.9 


11.0 


1.60 


85 


.131 


FEB 


21.0<*6 


.726 


2.420 


3.410 


370 


5.1 


98 


7.6 


177 


16.1 


90 


3.3 


12.0 


1.43 


88 


.222 


MAR 


20.477 


.661 


1.210 


2.930 


1103 


5.7 


99 


22.4 


311 


9.8 


96 


6.1 


13.5 


.86 


93 


.259 


APR 


19.795 


.660 


1.090 


1.820 


765 


3.0 


99 


15.0 


183 


6.6 


96 


5.4 


10.1 


.28 


97 


.194 


MAY 


17.898 


.577 


.792 


2.000 


680 


3.3 


99 


12.1 


205 


4.2 


97 


3.5 


17.7 


.63 


96 


.306 


JUN 


17,876 


.596 


1.240 


2.270 


496 


2.5 


99 


8.8 


226 


5.1 


97 


3.9 


14.3 


.75 


94 


.242 


JUL 


14.911 


.481 


.684 


1.730 


313 


2.1 


99 


4.6 


210 


5.8 


97 


3.0 


10.0 


.79 


92 


.137 


AUG 


14.245 


.460 


.638 


2.050 


434 


1.9 


99 


6.1 


249 


3.8 


98 


3.4 


10.7 


2.03 


81 


.124 


SEP 


17.135 


.571 


.862 


2.230 


333 


1.9 


99 


5.6 


277 


3.1 


98 


4.6 


9.8 


1.24 


87 


.147 


OCT 


15.861 


.512 


.607 


1.270 


489 


1.4 


99 


7.7 


345 


5.3 


98 


5.3 


14.4 


.40 


97 


.222 


NOV 


17.620 


.587 


.753 


1.770 


344 


3.4 


99 


6.0 


226 


6.3 


97 


3.9 


14.1 


.51 


96 


.239 


DEC 


19.805 


.639 


1.230 


2.770 


426 


128.0 


69 


5.9 


230 


38.4 


83 


3.7 


13.8 


1.12 


91 


.251 



TOTAL 

210.625 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.577 



2.420 3.410 



107.1 
509 14.2 96 245 10.5 95 



55 24 



55 24 



48.6 



12.6 .97 91 



M US 



2.474 



185 




CEffTRAL REGION (3) 

REGIONAL OFFICE 

TORONTO 

7 Overlea Blvd. 

416-424-3000 



186 



REGION 3 - 
CENTRAL 



187 



ONTARIO KINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 1100012ZO ALLISTON WPCP 

TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 3.500 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : ALLISTON 

REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,700 
101.1 



DESIGN B0D5 



155.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 HG/L 



< 



FLOW DATA 



.__><_BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 






REDUCTION 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 


MG/L 


MG/L 


y. 


KG 


HG/L 


MG/L 


y. 


KG 


HG/L 


MG/L 


y. 


KG 


JAN/8<l-DEC/8<> 
































JAN 


7'i.<»36 


2.401 


2,720 


4.500 


343 


9.3 


97 


24.8 


210 


14.2 


93 


14. S 


7.4 


6.40 


13 


.074 


FEB 


83.625 


2.884 


3.752 


7.000 


180 


9.5 


94 


14.2 


280 


17.9 


93 


21.9 


6.0 


5.45 


9 


.046 


MAR 


96.33* 


3.108 


4.462 


9.700 


154 


8.0 


94 


14.0 


200 


17.6 


91 


17.5 


6.1 


4.23 


20 


.180 


APR 


96.55<» 


3.219 


3.782 


5.900 


234 


9.8 


95 


21.6 


540 


IS. 7 


97 


50.6 


8.7 


3.63 


56 


.490 


MAY 


87.776 


2.831 


3.350 


5.900 


190 


6.e 


96 


16.0 


285 


13.3 


95 


23.8 


5.S 


4.90 


15 


.079 


JUN 


83 . 983 


2.799 


3.081 


7.500 


234 


9.8 


95 


18.8 


540 


15.7 


97 


44.0 


8.7 


3.63 


56 


.426 


JUL 


79.758 


2.573 


2.953 


6.100 


205 


2.4 


98 


16.1 


262 


6.1 


97 


20.4 


7.0 


5.50 


21 


.120 


AUG 


82.849 


2.673 


2.950 


8.100 


128 


2.3 


96 


10.4 


187 


7.3 


96 


14.8 


3.5 


4.90 


- 


- 


SEP 


82.209 


2.774 


3.335 


9.100 


147 


3.7 


97 


11.9 


113 


6.8 


93 


8.8 


6.5 


3.80 


41 


.225 


OCT 


83.687 


2.700 


2.973 


7.300 


178 


2.6 


98 


14.6 


225 


6.7 


97 


18.2 


6.6 


5.55 


15 


.088 


NOV 


79.692 


2.656 


3.092 


5.000 


216 


3.0 


98 


16.9 


228 


7.3 


96 


17.5 


8.0 


4.50 


43 


.279 


DEC 


80.007 


2.581 


2.813 


5.000 


268 


7.2 


97 


20.8 


256 


7.9 


96 


19.8 


9.3 


5.50 


40 


.304 



TOTAL 

1011,910 

AVERAGE 
MAXIMUM 
"no. of SAMPLES 



2.767 



4.462 9.700 



206 6 . 2 96 



12 U 



200.7 



277 11.3 95 



12 12 



272.4 



6.9 4.83 31 



12 11 



2.511 



188 



ONTARIO MINISTBY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BOBCAYGEON WPCP 



REPORT TYPE 001 
REPORT DATE! 7 NOV 85 



WORKS NUMBER : 110002498 



TREATMENT FACILITY ! EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : BOBCAYGEON 
REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,644 

1,609 

97.8 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : S.054 1000 MS DESIGN BODS 141.0 MG/L DESIGN SUSP. SOLIDS 166.0 H6/L 

<— FLOW DATA — ><-BIOCHEMICAL OXYGEN DEHAND-><— SUSPENDED SOLIDS —-><-— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



aAN/84-DEC/84 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L 7. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



JAN 


18.577 


.599 




.855 


2.350 


131 


4.8 


96 


2.3 


60 


11,9 


80 


.8 


6.7 


.40 


94 


.117 


FEB 


28.845 


.788 




.986 


2.300 


52 








48 








3.6 








MAR 


24 . 685 


.796 




.993 


2.550 


83 


1.4 


98 


2.0 


97 


8.3 


91 


2.1 


5.9 


.05 


99 


.144 


APR 


22.868 


.817 


1 


.059 


2.650 


140 


3.4 


97 


3.1 


242 


10.5 


95 


5.2 


6.6 


.23 


96 


.150 


MAY 


25.960 


.837 




.969 


2.350 


194 


2.5 


98 


4.9 


97 


10.1 


89 


2.2 


6.5 


.40 


93 


.158 


JUN 


23.720 


.791 




.971 


2.150 


115 


1.0 


99 


2.7 


121 


7.6 


93 


2.6 


6.4 


.35 


94 


.145 


JUL 


23.888 


.824 




.948 


2.350 


144 


.7 


99 


3.4 


89 


4.6 


94 


2.0 


7.4 


.18 


97 


.172 


AUG 


24.123 


.778 


1 


.119 


2.750 


171 


8.3 


95 


3.9 


141 


8.8 


93 


3.1 


8.2 


.10 


98 


.197 


SEP 


22.614 


.760 




.947 


2.500 


77 


2.4 


96 


1.7 


87 


8.4 


90 


1.7 


5.7 


.16 


97 


.128 


OCT 


22.165 


.715 




.831 


.225 


249 


3.2 


98 


5.4 


252 


7.2 


97 


5.4 


6.5 








NOV 


20.910 


.697 




.823 


2.100 


78 


2.1 


97 


l.S 


92 


5.1 


94 


1.8 


4.3 


.14 


96 


.088 


DEC 


21.173 


.683 


1 


.018 


2.250 


132 


3.3 


97 


2.7 


136 


10.5 


92 


2.6 


5.5 


,24 


95 


.111 



TOTAL 

279.728 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.757 



1.119 2.750 



130 3.0 97 



12 11 



33.9 



121 8.4 92 



12 11 



30.2 



6.1 .22 96 



12 19 



1.410 



189 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BRADFORD MPCP 



WORKS NUMBER : 110000944 



MUNICIPALITY : BRADFORD 

REGION r 03 CENTRAL 



REPORT TYPE 001 
REPORT DATE: 27 DEC 65 

IHf 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



a>ii2 

7,799 
96.1 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 6.619 1000 M3 DESIGN B0D5 < 230.0 MG/L DESIGN SUSP.SOLIDS : 425.0 MG/L 

* ^^°*' "*■"■* — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



DATE 


TOTAL 
VOLUME 
1000 MS 


AVG DAY 

1000 M3 

/DAY 


MAX DAY 
1000 M3 
/DAY 


PEAK RT 
1000 H3 
/DAY 


INFLUENT 

MG/L 


H£DUCTION 
EFFLUENT 1000 
MG/L '/. KG 


INFLUENT 
MG/L 


REDUCTION 
EFFLUENT 1000 
MG/L •/. KG 


INFLUENT 
HG/L 


REDUCTION 
EFFLUENT 1000 
MG/L y. Kfi 


JAN/64-DEC/8'i 
































JAN 


101.658 


3.408 


9.100 


9.100 


219 


l.l 


99 


22.1 


879 


2.5 


99 


89.1 


9.9 


.10 


98 


.996 


FEB 


91.010 


3.136 


4.100 


9.100 


212 


3.7 


98 


18.9 


679 


3.7 


99 


61.4 


6.8 


.21 


96 


.600 


MAR 


109.090 


3.519 


3.519 


12 . 000 


204 


11.6 


94 


20.9 


595 


2.9 


99 


64. S 


7.7 


.30 


96 


.807 


APR 


111.600 


3.720 


4.545 


9.100 


208 


2.4 


98 


22.9 


252 


2.8 


98 


27.8 


12.5 


.11 


99 


1.383 


MAY 


118.342 


3.617 


5.628 


10.910 


177 


3.0 


98 


20.5 


370 


3.0 


99 


43.4 


8.5 


7.20 


15 


.154 


JUN 


103.600 


3.454 


4.533 


10.910 


200 


2.6 


98 


20.4 


861 


1.0 


99 


69.0 


8.8 


.15 


98 


.896 


JUL 


98.256 


3.170 


3.558 


9.100 


155 


2.4 


98 


14.9 


1345 


2.0 


99 


131.9 


9.3 


.30 


96 


.884 


AUG 


119.183 


3.845 


4.025 


9.090 


219 


2.0 


99 


25.8 


1336 


.9 


99 


159.1 


8.6 


.17 


98 


1.005 


SEP 


90.627 


3.023 


3.762 


9.100 


160 


2.1 


98 


14.3 


872 


3.7 


99 


78.6 


7.7 


.11 


98 


.688 


OCT 


91.382 


2.948 


3.238 


7.200 


190 


2.0 


98 


17.1 


507 


6.0 


98 


45.7 


8.5 


.15 


98 


.763 


NOV 


92.399 


3.080 


3.268 


13.911 


227 


1.0 


99 


20.6 


905 


2.7 


99 


63.3 


7.6 


.30 


96 


.675 


DEC 


96.192 


3.103 


3.345 


9.092 


220 


1.8 


99 


20.9 


583 


3.0 


99 


55.7 


8.1 


.20 


97 


.760 


"TOTAL 


1223,339 














240.2 








930.2 








9.611 


AVERAGE 




































3.3S2 






199 


2.9 


98 




765 


2.8 


99 




8.6 


.77 


90 




MAXIMUM 






































9.100 


13.911 


























NO. OF 


SAMPLES 

































M M 



260 189 



15 84 



190 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001596 COLDWATER MPCP 

TREATMENT FACILITY -• EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : O-BfiS 1000 Hi 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : COLDWATER 
REGION ; 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



9S3 

S50 
86.2 



DESIGN BODS 



170.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 





TOTAL 




VOLUME 


DATE 


1000 MJ 


JAN/Sff-DEC/a* 


JAN 


13.902 


FEB 


22.797 


MAR 


17.915 


APR 


15.439 


MAY 


13.551 


JUN 


11.386 


JUL 


10.040 


AUG 


9.408 


SEP 


12.422 


OCT 


12.160 


NOV 


16.176 


DEC 


19.301 



FLOM DATA 



x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



--><— TOTAL PHOSPHORUS 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 H3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



.448 


.516 


.786 


1.802 


.578 


1.005 


.515 


.682 


.437 


.532 


.380 


.437 


.324 


.372 


.303 


.364 


.414 


.551 


.392 


.475 


.539 


.709 


.623 


.633 



37 


5.9 


84 


.4 


23 


11. 1 


51 


.1 


3.6 


2.10 


41 


.021 


100 


5,6 


94 


2.1 


78 


9.6 


87 


1.5 


6.3 


3.64 


42 


.061 


88 


17.8 


79 


1.2 


103 


14.5 


85 


1.5 


3.2 


3.00 


6 


.004 


105 


5.2 


95 


1.5 


120 


5.5 


95 


1.7 


3.0 


2.73 


9 


.004 


140 


5.2 


96 


1.8 


110 


8.5 


92 


1.3 


4.8 


3,50 


27 


.018 


200 


3.2 


98 


2.2 


155 


2.9 


98 


1.7 


8.2 


3.60 


53 


.050 


143 


3.5 


97 


1.4 


155 


6.3 


95 


1,4 


5.9 


3.50 


40 


.024 


230 


8.3 


96 


2.0 


284 


10.1 


96 


2.5 


8.4 


4.70 


44 


.035 


47 


2.4 


94 


.5 


107 


8.8 


91 


1.2 


6.1 


3.60 


40 


.031 


55 


.9 


98 


.6 


87 


7.1 


91 


.9 


5.0 


4.20 


16 


.010 


62 


14.5 


76 


.7 


54 


24.4 


54 


.4 


3.7 


2.20 


40 


.024 


102 


7.4 


92 


1.8 


72 


13.8 


80 


1.1 


2.7 


3.00 


- 


_ 



™TOTAL 

174.495 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.478 



1.802 



109 6.6 92 



11 12 



16.7 



112 10.2 85 



11 12 



16.0 



5.0 3.33 32 



U 12 



.282 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 11000SZ82 ANGUS WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : ESSA (ANGUS) 
REGION : 02 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



14,Z77 

1,990 

13.9 



OPERATING AUTHORITY; MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 5.395 1000 M3 DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA -— x-BIOCHEHICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 MS 


1000 M3 


1000 M3 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 



JAN/e-i-DEC/a* 



JAN 


11 


351 


FEB 


13 


363 


MAR 


19 


016 


APR 


25 


699 


MAY 


18 


049 


JUN 


13 


857 


JUL 


12 


407 


AUG 


12 


407 


SEP 


13 


124 


OCT 


12 


988 


NOV 


14 


004 


DEC 


14 


909 



.366 


.402 


.461 


.622 


.614 


.902 


.863 


1.144 


.582 


.681 


.462 


.577 


.400 


.424 


.400 


.474 


.437 


.482 


.419 


.458 


.467 


.626 


.481 


.557 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L •/. KG 



REDUCTION 



INFLUENT EFFLUENT 



HG/L 



MG/L V. 



1000 INFLUENT EFFLUENT 
KG MG/L MG/L V. 



REDUCTION 
1000 
KG 



223 


3.7 


98 


2.4 


99 


9.2 


90 


1.0 


9.7 


2.90 


70 


.078 


U9 


2.9 


97 


1.5 


154 


9.5 


93 


1.9 


7.6 


1.80 


76 


.080 


U2 


2.8 


97 


2.2 


114 


8.8 


92 


2.0 


6.4 


1.68 


73 


.090 


fiS 


4.4 


93 


l.S 


87 


4.4 


94 


2.1 


3.4 


1.09 


67 


.060 


113 


4.0 


96 


1.9 


108 


7.6 


92 


1.8 


5.5 


1.24 


77 


.077 


139 


2.0 


96 


1.7 


112 


9.3 


91 


1.4 


7.5 


1.54 


79 


.083 


217 


3.4 


98 


2.6 


151 


3.4 


97 


l.S 


12.5 


1.40 


83 


.138 


214 


l.S 


99 


2.6 


96 


15.7 


63 


.9 


6.4 


.67 


92 


.096 


9S 


2.8 


97 


1.2 


78 


6.0 


92 


.9 


6.0 


.94 


84 


.066 


263 


1.7 


99 


2.6 


197 


7.3 


96 


2.4 


8.3 


1.60 


78 


.084 


194 


6.9 


96 


2.6 


151 


7.0 


95 


2.0 


9.0 


.63 


90 


.114 


IM 


2.3 


98 


2.4 


183 


8.3 


95 


2.6 


8.0 


.74 


90 


.108 



TOTAL 

161.374 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.496 



1.144 



154 3 . 2 97 



12 12 



25.7 



127 8.0 93 



12 12 



21.1 



7.7 1 . 38 80 



12 11 



1.074 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEHAGE TREATMENT 
WORKS NUMBER : 110002238 MILL6R00K WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.136 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date; 7 NOV 85 



MUNICIPALITY : MILLBROOK 




REGION : 03 CENTRAL 




CURRENT POPULATION : 


940 


POPULATION SERVED : 


790 


PERCENT SERVED : 


B4.0 



DESIGN BODS 



200.0 MG/L 



DESIGN SUSP. SOLIDS 



ZSO.O MG/L 





< 


FLOH 


DATA 


-~ 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 



— x-BIOCKEHICAL OXYGEN DEMAND-><-~ SUSPENDED SOLIDS ---><--- TOTAL PHOSPHORUS ---> 



JAN/S-i-DEC/S*! 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L '/. KG 



JAN 


20.271 


.653 




.864 


.478 


33 


8.4 


74 


.4 


22 


10.2 


53 


.2 


2.5 


.38 


84 


.043 


FEB 


27.524 


.949 


1 


.626 


.741 


94 


4.6 


95 


2.4 


69 


13.8 


80 


1.5 


4.2 


.26 


93 


.108 


MAR 


29.978 


.967 


1 


.se9 


.613 


73 


4.5 


93 


2.0 


65 


10.3 


84 


1.6 


3.1 


.30 


90 


.084 


APR 


36 . 686 


1.222 


1 


.969 


1,923 


53 


3.8 


92 


1.8 


47 


10.1 


78 


1.3 


11.8 


.09 


99 


.430 


MAY 


29.531 


.952 


1 


.199 


1.136 


44 


4.4 


90 


1.1 


50 


12.4 


75 


1.1 


2.9 


.37 


87 


.075 


JUN 


21.055 


.702 




.801 


.949 


115 


2.4 


97 


2.3 


102 


8.1 


92 


1.9 


7.3 








JUL 


22.410 


.723 




.842 


.632 


79 


2.2 


97 


1.7 


79 


8.2 


89 


1.5 


4.3 


.14 


96 


.093 


AUG 


24.855 


.802 




.868 


.356 


61 


2.1 


96 


1.4 


77 


6.3 


91 


1.7 


4.1 


,11 


97 


.099 


SEP 


23.938 


.798 




.903 


.380 


65 


2.0 


96 


1.5 


79 


7.2 


90 


1.7 


2.6 


.18 


93 


.058 


OCT 


21.690 


.723 




.668 


.324 


85 


2.7 


96 


1.7 


81 


5.9 


92 


1.6 


4.0 


.21 


94 


.082 


NOV 


23.030 


.768 




.879 


.403 


191 


3.7 


98 


4.3 


63 


3.8 


93 


1.3 


5.2 


.22 


95 


.115 


DEC 


28.350 


.915 


1 


.757 


.443 


34 


2.3 


93 


.8 


41 


5.6 


86 


1.0 


1.8 


.22 


87 


.045 



TOTAL 

309.318 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.M« 



1.969 1.923 



77 3.5 93 



12 12 



22.0 



64 8 . 4 84 



12 12 



16.8 



4.4 .22 92 



12 U 



1.232 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEMAGE TREATMENT 
WORKS NUMBER : 110002381 MOODLAND ACRES WPCP 

TREATMENT FACILITY : EXTENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

SMITH (HOODLAND ACRES) 
03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



7,639 
5.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.363 1000 MS DESIGN BODS : G.O MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



DATE 


TOTAL 
VOLUME 
1000 MS 


AVG DAY 

1000 M3 

/DAY 


MAX DAY 
1000 H3 
/DAY 


PEAK RT 
1000 MS 
/DAY 


JAN/6'i-DEC/a'i 










JAN 


5.003 


.161 




.187 




FEB 


14.260 


.491 


1 


.071 




MAR 


IS. 913 


.448 




.822 




APR 


18.069 


.602 


1 


.258 


.527 


MAY 


11.282 


.363 




.654 


.125 


JUN 


6.148 


.204 




.269 


.096 


JUL 


S.563 


.179 




.212 




AUG 


7.175 


.231 




.460 


.028 


SEP 


8.055 


.268 




.S27 




OCT 


5.104 


.164 




.220 




NOV 


6.696 


.223 




.351 




DEC 
"TOTAL 


6.557 
109.625 


.269 




.503 




AVERAGE 


.300 








MAXIMUM 











REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



NO. OF SAMPLES 



57 


3.3 


94 


.2 


tl« 


7.0 


93 


1.4 


52 


8.1 


84 


.6 


21 


5.7 


72 


.2 


57 


9.0 


75 


.3 


46 


.4 


99 


.2 


38 


.8 


97 


.2 


35 


.1 


99 


.2 


25 


.7 


96 


.1 


57 


5.0 


91 


.2 


a 


2.2 


93 


.2 


Sj» 


.2 


99 


.5 



1.258 



.327 



«5 



12 



3.5 91 



It 



<k.6 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



61 


5.2 


91 


.2 


4.2 


2.68 


36 


.008 


64 


14.5 


77 


.7 


6.2 


2.98 


51 


.046 


4S 


20.5 


57 


.3 


1.2 








14 


6.6 


52 


.1 


1.3 


.95 


26 


.006 


26 


13.1 


49 


.1 


1.6 


.70 


56 


.010 


45 


2.2 


95 


.2 


1.8 


2.04 


- 




40 


2.7 


93 


.2 


S.O 


1.50 


50 


.008 


47 


1.6 


96 


.3 


1.5 


1.42 


5 


.001 


37 


5.9 


84 


.2 


1.9 


1.41 


25 


.004 


86 


1.5 


98 


.4 


4.1 


2.48 


39 


.008 


39 


3.2 


91 


.2 


1.1 


1.60 


- 


- 


46 


1.6 


96 


.3 


2.2 


.17 


92 


.017 



46 



12 



6.5 82 



12 



3,7 



2.5 



12 



1.63 42 



11 



,108 



194 
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ONTftRIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
VICTORIA HARBOUR WPCP 



WORKS NUMBER : 12000S227 

TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.363 1000 M3 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY t VICTORIA HARBOUR 
REGION : 03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,094 
1,256 
114.8 



DESIGN BODS 



200.0 MG/L 



DESIGN SUSP. SO LIDS 



200.0 MG/L 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAHD->< SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S'f-DEC/a^ 



AVS DAY MAX DAY PEAK RT 

1000 M3 1000 H3 1000 M3 

/DAY /DAY /DAY 



JAN 


4.588 


.148 


.171 


FEB 


16.265 


.561 


.865 


MAR 


19.558 


.630 


.845 


APR 


15.426 


.514 


.629 


MAY 


14.973 


.483 


.631 


JIM 


12.906 


.430 


.585 


JUL 


13.073 


.422 


.468 


kUG 


11.211 


.362 


.459 


SEP 


9.644 


.321 


.379 


OCT 


8.816 


.284 


.421 


NOV 


10.230 


.341 


.451 


DEC 


13.818 


.445 


.639 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



78 


4.8 


93 


.3 


32 


3.6 


88 


.1 


1.7 


.50 


70 


.006 


14 


2.9 


79 


.1 


34 


8.1 


76 


.4 


2.5 


.25 


90 


.037 


20 


1.5 


92 


.3 


17 


4.1 


75 


.2 


1.9 


.29 


84 


.031 


24 


.9 


96 


.3 


41 


1.4 


96 


.6 


1.1 


.14 


87 


.015 


41 


3.7 


90 


.5 


38 


2.6 


93 


.5 


1.1 


.12 


89 


.015 


37 


2.8 


92 


.4 


52 


18.4 


64 


.4 


2. 8 


.23 


91 


.033 


127 


3.1 


97 


1.6 


203 


5.7 


97 


2.5 


7.0 


.28 


96 


.088 


109 


.9 


99 


1.2 


126 


2.4 


98 


1.3 


1.1 


.15 


66 


.011 


43 


1.8 


95 


.3 


64 


1.1 


98 


.6 


7.8 


.23 


97 


.073 


82 


.3 


99 


.7 


72 


1.5 


97 


.6 


4.9 


.16 


96 


.042 


53 


2,1 


96 


.5 


59 


1.1 


98 


.5 


3,2 


.21 


93 


.031 


69 


1.1 


98 


.9 


95 


1.8 


98 


1.2 


1.6 


.17 


89 


.020 



TOTAL 



150.488 



AVERAGE 



MAXIMUM 



.412 



.865 



58 2 . 1 94 



7.6 



69 4 . 3 90 



9.4 



.«02 



3.0 .22 89 



NO. OF SAMPLES 



13 24 



13 14 



S« «7 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



WORKS NUMBER : 120001862 



WASAGA BEACH WPCP ISUM.POP.SERV . 73000) 



MUNICIPALITY 

REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

HASAGA BEACH tm 

03 CENTRAL 



TREATMENT FACILITY : EXTENDED AERATION 
EFFLUENT POLISHING 
EXFILTRATION 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 5. 773 1000 MS DESIGN BODS : 200.0 MG/L DESIGN SUSP. SOLIDS : 200.0 HG/L 

<— FLOW DATA — ><-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS ~~~><~— TOTAL PHOSPHORUS 



4,566 

2.625 

57.4 



— > 





TOTAL 


AVG 


DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/84-DEC/84 










JAN 


11.811 




.381 


.491 


2.800 


FEB 


14.323 




.494 


.565 


3.600 


MAR 


16.864 




.544 


1.013 


3.600 


APR 


20.581 




.686 


.826 


3.400 


MAY 


25.858 




.834 


1.226 


3.400 


JUN 


27.317 




.911 


2.065 


3.400 


JUL 


42.227 


1 


.362 


2.162 


3.400 


AUG 


46.452 


1 


.501 


2.514 


3.400 


SEP 


21.583 




.719 


1.735 


3.400 


OCT 


17.776 




.573 


.776 


3.400 


NOV 


15.135 




.505 


.574 


3.460 


DEC 


16.825 




.543 


.819 


3.400 


TOTAL 


276.752 










AVERAGE 
















.754 






MAXIMUM 











NO. OF SAMPLES 



2.514 3.600 



REDUCTION REDUCTION 

INFLUENT EFFLUENT ICOO INFLUENT EFFLUENT 1000 
MG/L MG/L y, KG MG/L MG/L Z KG 



137 

110 

137 

92 

58 

90 

134 

233 

102 

85 

88 

102 



61 

122 

SB 

as 

7S 
7* 
240 
76 
«9 
54 
97 



114 



12 



87 



12 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L /. KG 



5.9 
5.3 
4.7 
6.4 
3.5 
4.4 
5.9 
9.5 
5.0 
9.8 
4.7 
5.8 



5.9 



12 
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ONTARIO HINISTRY OF THE ENVIROMMENT 

SEHAGE TREATMENT 
WORKS NUMBER : 110001854 BARRY'S BAY WPCP 



TREATHEMT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.241 1000 K3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY ; BARRY'S BAY 

REGION ; 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,177 
1,413 
120.0 



DESIGN BODS 



2ZO.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 K3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



— X-BIOCHEMICAL OXYGEN DEMAND-x- 
REDUCTION 



SUSPENDED SOLIDS — ->< TOTAL PHOSPHORUS 



JAN/84-DEC/84 



INFLUENT EFFLUENT 
MG/L MG/L Z 



REDUCTION 
1000 INFLUENT EFFLUENT 1000 
KG MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



JAN 


17.713 


.571 


.620 


1.200 


165 


9.5 


94 


2.7 


258 


13.0 


94 


4.3 


14.5 


.45 


96 


.249 


FES 


15.821 


.546 


.642 


1.200 


205 


6.0 


97 


3.1 


262 


13.0 


95 


3.9 


14.0 


.42 


97 


.215 


HAR 


16.277 


.525 


.559 


1.200 


165 


8.0 


95 


2.8 


248 


9.2 


96 


3.8 


11.4 


.46 


95 


.178 


M>R 


18.338 


.611 


.686 


1.200 


ISO 


s.o 


96 


2.6 


237 


7.4 


96 


4.2 


12.0 


.50 


95 


.211 


KAY 


18.757 


.605 


.682 


1.200 


153 


5.5 


96 


2.7 


245 


10.0 


95 


4.4 


10.6 


.60 


94 


.188 


JUN 


15.907 


.530 


.626 


1.200 


172 


6.0 


96 


2.6 


239 


10.8 


95 


3.6 


9.5 


.58 


93 


.142 


JUL 


15.895 


.513 


.612 


1.200 


405 


2.5 


99 


6.3 


421 


10.8 


97 


6.5 


10.4 


.80 


92 


.153 


AUB 


9.444 


.305 


.432 


1.200 


250 


4.0 


98 


2.3 


304 


15.0 


95 


2.7 


9.3 


1.30 


66 


.076 


SEP 


12.894 


.430 


.514 


1.200 


245 


3.5 


98 


3.1 


289 


10.5 


96 


3.5 


8.9 


.82 


90 


.104 


OCT 


12.677 


.409 


.484 


1.200 


240 


3.0 


98 


3.0 


316 


11.4 


96 


3.6 


10.0 


.90 


91 


.115 


NOV 


11.849 


.395 


.464 


1.200 


257 


4.5 


98 


2.9 


245 


7.7 


96 


2.6 


9.9 


.90 


90 


.107 


SEC 


12.204 


.394 


,497 


1.200 


235 


3.0 


98 


2.8 


265 


9.6 


96 


3.1 


9,0 


.65 


92 


.102 



I 



TOTAL 

177,776 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.486 



.686 1.200 



221 5.0 97 



22 21 



37.5 



277 10.7 96 



57 52 



47.0 



10.7 .69 93 



73 73 



1.840 



200 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
CHALK RIVER WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001587 



TREATMENT FACILITY ! EXTENDED AERATION 

CONVERTIBLE OPERATING MODE 



MUNICIPALITY : CHALK RIVER 

REGION : Ct SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



960 

986 

102.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY = 0.363 iOOO M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 
FLOW DATA — -x-BIOCHEMICAL OXYGEN DEHAND->< SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/a4-DEC/8'» 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 M3 1000 H3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L •/. KG 



JAM 


11.800 


.381 


.450 


FES 


11.340 


.391 


.434 


MAR 


12.140 


.392 


.440 


APR 


16.250 


.542 


.600 


MAY 


17.170 


.553 


.682 


JUN 


15.620 


.520 


.593 


JUL 


13.520 


.436 


.554 


AU8 


13.430 


.433 


.500 


SEP 


12.070 


.402 


.500 


OCT 


12.060 


.389 


.420 


NOV 


11.870 


.396 


.420 


DEC 


12.490 


.403 


.434 



68 


8.0 


88 


.7 


173 


12.7 


92 


1.8 










165 


7.0 


95 


1.7 


192 


16.0 


91 


1.9 










147 


7.5 


94 


1.6 


170 


14.8 


91 


1.8 










162 


8.0 


95 


2.5 


137 


10.0 


92 


2.0 


3.5 


2.60 


25 


.015 


161 


6.9 


95 


2.6 


124 


15.3 


87 


1.8 


5.6 


2.97 


47 


.046 


173 


9.1 


94 


2.5 


179 


15.0 


91 


2.5 


5.2 


3.24 


37 


.031 


166 


9.8 


94 


2.1 


135 


12.2 


90 


1.6 


5.6 


2.70 


51 


.039 


115 


8.0 


93 


1.4 


127 


12.2 


90 


1.5 


4.9 


3.26 


33 


.022 


139 


6.7 


95 


1.5 


188 


14.3 


92 


2.0 


5.4 


2.40 


55 


.036 


159 


8.5 


94 


1.8 


184 


25.4 


86 


1,9 


6.6 


3.36 


49 


.039 


153 


16.0 


89 


1.6 


301 


48.0 


84 


3.0 


7.0 


3.30 


52 


.044 


155 


17.0 


89 


1.7 


214 


54.0 


74 


1.9 


7.0 


3.60 


48 


.042 



TOTAL 

159.760 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.437 



.682 



146 9.3 93 



35 35 



22.2 



177 20,8 68 



74 7S 



24.4 



5.6 3 . 04 44 



45 



.314 



201 



ONTARIO HINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000960 DESERONTO WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.363 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV e5 



MUNICIPALITY : DESERONTO 

REGION : 0<t SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,766 

1,732 

98.0 



DESIGN eOD5 



197,0 



MG/L 



DESIGN SUSP. SOLIDS 



224.0 HG/L 



FLOW DATA 



x-BIOCHEHICAL OXYGEN DEMAND-x-- 



SUSPENDED SOLIDS -— ><— TOTAL PHOSPHORUS 





TOTAL 


AV6 DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 H3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/'S'i-DEC/84 








JAN 


27.310 


.881 


1.210 


.320 


FEB 


38 . 830 


1.339 


2.920 


.420 


MAR 


35.000 


1.129 


1.420 


.320 


APR 


"45.360 


1.510 


3.210 


.460 


HAY 


27.320 


.880 


1.290 


.360 


JUN 


27.870 


.840 


.925 


.420 


JUL 


31.590 


1.020 


.760 


.310 


AUG 


20.900 


.674 


1.600 


.470 


SEP 


IZ.tiiiO 


.448 


.590 


.350 


OCT 


11 . 730 


.378 


.675 


.275 


NOV 


8.630 


.294 


.360 


.460 


DEC 


6.380 


.206 


.363 


.320 


'TOTAL 


294.560 








AVERAGE 









MAXIMUM 



NO. OF SAMPLES 



.800 



3.210 .480 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



62 


7.0 


68 


1.5 


171 


24.0 


85 


4.0 










50 


22.0 


56 


1.0 


70 


22.0 


68 


1.8 


6.6 


1.40 


78 


.182 


36 


8.0 


77 


1.2 


41 


18.0 


56 


1.0 


6.6 


1.00 


84 


.254 


130 


18.0 


86 


3.0 


184 


21.0 


86 


4.4 


4.6 


.80 


82 


.104 


68 


5.0 


94 


2.3 


152 


18.5 


87 


3.7 


4.5 


.60 


86 


.109 


435 


2.5 


99 


13.6 


1104 


12.0 


98 


34.4 


13.0 


.50 


96 


.395 


64 


2.0 


96 


1.2 


138 


5.0 


96 


2.7 


3.3 


.26 


92 


.064 


99 


1.3 


98 


1.3 


158 


4.0 


97 


2.0 


6.2 


.60 


90 


.075 


102 


5.1 


95 


1.1 


173 


10.8 


93 


1.9 


S.7 


.71 


87 


.059 


137 


4.4 


96 


1.1 


89 


9.5 


89 


.7 


5.3 


.94 


82 


.036 


52 


4.0 


92 


.3 


102 


8.5 


91 


.5 


3.5 


.45 


87 


.019 



28.1 



57.6 



114 7.2 89 



U 21 



n« 13.9 86 



23 22 



S.9 .72 66 



26 26 



1.299 



202 
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I 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : H00001<il EGANVILLE WPCP 

TREATMENT FACILITY : EXTENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : EGANVILLE 

REGION : O'i SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,257 

1,219 

96.9 



OPERATING AUTHORITY! MINISTRY OF THE EMVIRCMiMENT 

DESIGN CAPACITY : 0.763 1000 M3 DESIGN B0D5 : 182.0 MG/L DESIGN SUSP. SOLIDS : 15*. HG/L 

<___ FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 MS 


DATE 


1000 M5 


/DAY 


/DAY 


/DAY 



JAN/84 -DEC/8'i 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MS/L MS/L Z KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L '/. KG 



JAN 


12.726 


.411 


.472 


1.500 


142 


8.0 


94 


1.7 


151 


16.0 


89 


1.7 










FEB 


16.506 


.569 


.783 


1.250 


151 


11.0 


92 


2.3 


208 


17.0 


91 


3.1 










MAR 


19.125 


.617 


.757 


1.450 


150 


6.0 


96 


2.7 


153 


15.0 


90 


2.6 










APR 


31.046 


1.035 


1.547 


2.400 


78 


4.0 


94 


2.2 


64 


9.0 


69 


2.3 










MAY 


23.7'»6 


.766 


.891 


1.800 


120 


3.0 


97 


2.7 


113 


7.0 


93 


2.5 


5.3 


2.50 


52 


.066 


JUN 


15.948 


.532 


.693 


1.300 


118 


3.0 


97 


1.8 


110 


7.0 


93 


1.6 


6.3 


3.50 


44 


.045 


JUL 


14.S11 


.462 


.518 


1.700 


124 


2.0 


98 


1.7 


167 


4.0 


97 


2.3 


9,7 


4.30 


55 


.077 


AUG 


14.394 


.464 


.582 


1.800 


170 


2.0 


98 


2.4 


185 


6.0 


96 


2.5 


10.2 


4.70 


S3 


.079 


SEP 


12.863 


.429 


.485 


1.200 


126 


4.0 


96 


1.5 


242 


8.0 


96 


3.0 


4.6 


4.30 


6 


.004 


OCT 


12.154 


.392 


.418 


1.500 


89 


4.0 


95 


1.0 


163 


5.0 


96 


1.9 


7.3 


4.70 


35 


.032 


NOV 


12.360 


.412 


.471 


1.200 


248 


6.0 


97 


2.9 


149 


3.0 


97 


1.8 


9.1 


4.20 


53 


.061 


DEC 


12.892 


.416 


.464 


1.200 


160 


6.0 


96 


1.9 


150 


5.5 


96 


1.8 


8.7 


4.60 


47 


.053 



TOTAL 

198.071 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.542 



1.547 2.400 



139 4.9 96 



24 24 



25.4 



156 8.5 94 



48 4« 



27.5 



7.6 4.10 43 



IC 13 



.417 



203 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEMAGE TREATMENT 
WORKS NUMBER : 110002041 ODESSA WPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ERHESTOWN (ODESA) 
04 SOUTHEASTERN 



TREATMENT FACILITY 



EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11.101 
973 
8.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0,909 1000 M3 



DESIGN BODS 



. MG/U 



DESIGN SUSP. SOLIDS 



0.0 MG/L 





<— - 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 MS 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



— x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS 



--> 



JAN/84-DEC/e4 



JAN 


£5.118 


1.120 


1.175 


FEB 


52.190 


1.800 


3.652 


MAR 


42 . 787 


1.426 


2.643 


APR 


62.790 


2.093 


3.192 


MAY 


44 . 954 


1.450 


1.844 


JUN 


32.864 


1.090 


1.645 


JUL 


24.728 


.790 


.997 


AUG 


33.497 


1.080 


2.953 


SEP 


27.127 


.900 


1.217 


OCT 


24,809 


.810 


.961 


NOV 


36.838 


1.230 


2.288 


DEC 


38.856 


1.260 


1.992 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L 7. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



20 


2.0 


90 


.4 


41 


le.o 


75 


.7 


2.1 


1.00 


52 


.028 


19 


2.0 


89 


.8 


40 


10.0 


75 


1.5 


2.5 


1.10 


56 


.073 


45 


3.0 


93 


1.7 


63 


11.0 


82 


2.2 


3.0 


.75 


75 


.096 


28 


3.0 


89 


1.5 


23 


8.0 


65 


.9 


2.7 


.72 


73 


.124 


^ 


2.4 


90 


1.0 


25 


5.0 


80 


.8 


2.0 


.75 


62 


.056 


50 


1.0 


98 


1.6 


59 


7.0 


88 


1.7 


3.6 


.80 


77 


.092 


140 


1.0 


99 


3.4 


132 


9.0 


93 


3.0 


4.6 


1.00 


78 


.089 


95 


1.0 


98 


3.1 


99 


5.0 


94 


3.1 


5.8 


1.30 


77 


.151 


» 


2.0 


94 


.9 


64 


3.0 


95 


1.6 


2.6 


1.00 


61 


.043 


«& 


8.0 


82 


.9 


123 


15.0 


87 


2.6 


3.4 


1.40 


58 


.050 


65 


3.0 


95 


2.2 


45 


8.0 


82 


1.3 


3.0 


.90 


70 


.077 


20 


4.0 


80 


.6 


54 


5.0 


90 


1.9 


1.2 


.60 


50 


.023 



TOTAL 

446.558 



AVERAGE 



HAXIMUM 



NO. OF SAMPLES 



1.254 



3.652 



49 2.7 91 



12 12 



18.7 



64 8.0 84 



12 12 



21.9 



3.0 . 94 66 



11 13 



.902 



204 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001532 KILLALOE STN.WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : HAGARTY £ RICHARDS (KILL) 
REGION : 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



l,<t56 

645 

44.2 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.590 1000 MS DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

< FLOW DATA X-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 


VOLUME 


1000 MS 


1000 H3 


1000 MS 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



JAN 


8.004 


.258 


.294 


1.000 


172 


2.5 


98 


1.3 


306 


5.0 


98 


2.4 


15.0 


1 


60 


89 


.107 


FEB 


9.930 


.342 


.500 


1.200 


255 


4.0 


98 


2,4 


317 


5.8 


98 


3.0 


15.0 


1 


00 


93 


.139 


MAR 


10.714 


.346 


.443 


1.200 


175 


5.5 


96 


1.8 


213 


6.0 


97 


2.2 


13.0 




99 


92 


.129 


APR 


13.564 


.452 


.550 


1.200 


111 


5.5 


95 


1.4 


250 


4.8 


98 


3.3 


11.5 




87 


92 


.144 


MAY 


12.020 


.388 


.472 


1.200 


94 


5.5 


94 


1.0 


199 


10.5 


94 


2.2 


11.0 




.89 


91 


.122 


JIM 


8.340 


.278 


.300 


1.200 


238 


2.5 


98 


1.9 


336 


5.0 


98 


2.7 


6.8 


1 


.76 


80 


.059 


JIH. 


6.999 


.226 


.260 


1.200 


151 


1.0 


99 


1.0 


251 


1.7 


99 


1.7 


7.2 


1 


.19 


83 


.042 


AUG 


5.807 


.187 


.216 


1.200 


273 


1.5 


99 


1.5 


533 


4.5 


98 


1.9 


8.5 




.50 


94 


.046 


SEP 


5.350 


.178 


.208 


1.200 


435 


4.0 


99 


2.3 


517 


7.8 


98 


2.7 


9.9 




.46 


95 


.051 


OCT 


5.372 


.173 


.204 


1.200 


245 


2.5 


98 


1.3 


378 


8.6 


97 


1.9 


10.7 




.90 


91 


.053 


NOV 


6.729 


.224 


.289 


1.000 


255 


2.5 


99 


1.6 


228 


4.7 


97 


1.5 


11.0 


1 


.10 


90 


.067 


DEC 


7.368 


.238 


.262 


1.200 


300 


3.0 


99 


2.1 


324 


6.8 


97 


2.3 


11.5 


1 


.10 


90 


.077 



TOTAL 



100.197 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.27* 



.550 1.200 



225 3.3 98 



23 



23 



20.2 



304 5.9 97 



51 S5 



28.2 



11.0 1.03 90 



7S 77 



1.036 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001701 L'ORISNAL MPCP 

TREATMENT FACILITY ; EjaENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : L'ORIfiNAL 

REGION ; 0^ SOUTHEASTERN 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : D.95<> 1000 M3 DESIGN BODS : 200.0 MS/L DESIGN SUSP. SOLIDS : 250.0 MS/L 
■^ FLOW DAT* — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS ><— - TOTAL PHOSPHORUS 



1,815 

1,561 
66.0 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/a-i-DEC/S^ 

JAN 18.279 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 

"TOTAL 

AVERAGE 

MAXIMUM 

NO. OF SAMPLES 



25.3<»5 
24 . 682 
20.392 
20.922 
15.699 
16. «7 
20.920 
14 . 624 
12.630 
19.630 
21.259 

230.589 



AVG DAY 

1000 M5 
/DAY 



.590 
.874 
.796 
.680 
.675 
.523 
.532 
.675 
.486 
.407 
.654 
.686 



.632 



MAX DAY PEAK RT 
1000 M3 1000 Mi 
/DAY /DAY 



.774 

3.315 

2.487 

2.849 

1.396 

.696 

.815 

1.7SS 

.887 

.578 

1.952 

1.330 



2.300 
2.273 
2.273 
2.273 
2.273 
2.273 
2.273 
2.273 
2.273 
1.455 
2.273 
2.273 



3.315 2.300 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



76 


10.0 


86 


1.2 


186 


6.0 


96 


3.2 










82 


3.0 


96 


2.0 


86 


6.0 


93 


2.0 










80 


16.0 


80 


1.5 


94 


11.0 


68 


2.0 


3.6 


1.10 


69 


.062 


80 


4.0 


95 


1.5 


93 


5.0 


94 


1.7 


5.7 


2.30 


59 


.069 


29 


3.0 


89 


.5 


97 


5.0 


94 


1.9 


4.6 


3.10 


35 


.036 


52 


7.0 


66 


.7 


104 


11.0 


89 


1.4 


6.1 


3.10 


49 


.047 


81 


18.0 


77 


1.0 


108 


17.0 


84 


1.5 


4.9 


4.10 


16 


.013 


160 


10.0 


93 


3.1 


136 


9.0 


93 


2.6 


7.8 


2.30 


70 


.115 


33 


4.0 


87 


.4 


43 


4.0 


90 


.5 


6.0 


2.00 


66 


.059 


106 


8.0 


92 


1.2 


126 


11.0 


91 


1.4 


6.7 


3.80 


43 


.037 


94 


7.0 


92 


1.7 


68 


7.0 


89 


1.1 


4.3 


1.00 


76 


.065 


14 


9.0 


35 


.1 


SO 


9.0 


88 


l.S 


2.6 


2.50 


3 


.002 



15.2 



21.4 



74 8.2 84 



42 42 



Xei 6.4 91 



5S 58 



5.2 2.53 49 



25 26 



.SOS 
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ONTARIO MINISTRY OF THE OIVIRONMENT 

SEWAGE TREATKENT 
WORKS NUMBER : 110001B63 MARMORA WPCP 



UTILITY MONITORING INFORHATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 05 



MUNICIPALITY : MARMORA 

REGION : 04 SOUTHEASTERN 



TREATMENT FACILITY : E)CTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.868 1000 M3 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



DESIGN BODS 



200 . MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/84 



FLOW DATA 



. — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS 



— X— TOTAL PHOSPHORUS 



1,325 

1,067 

SO. 5 



> 



AVG DAY MAX DAY PEAK RT 

1000 MS 1000 Ml 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L M6/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/U y. KG 



JAN 


1&.**9 




.531 


.649 


FEB 


39.171 


1 


.350 


2.909 


MAR 


29.418 




.948 


2.067 


APR 


47.657 


1 


.580 


2.635 


HAY 


31.601 


1 


.020 


1.790 


JUN 


20.296 




.676 


1.136 


JUL 


14.622 




.472 


.595 


tm 


22.051 




.735 


1.219 


SEP 


18.778 




.626 


.940 


OCT 


19.339 




.624 


.669 


NOV 


23.178 




.772 


1.133 


DEC 


25 . 254 




.815 


1.324 



















6.1 


.74 


87 


.089 


70 


8.0 


88 


2.4 


206 


9.0 


95 


7.7 


4.8 


.62 


87 


.164 


89 


8.0 


91 


2.3 


90 


14.0 


84 


2.2 


4.7 


.83 


82 


.114 


52 


5.5 


89 


2.2 


61 


11.5 


61 


2.3 


4.5 


.65 


85 


.183 


85 


7.0 


91 


2.4 


87 


6.0 


90 


2.4 


4.8 


.74 


84 


.128 


144 


4.0 


97 


2.8 


146 


7.0 


95 


2.8 


6.5 


.90 


86 


.114 


200 


2.5 


98 


2.8 


175 


7.5 


95 


2.4 


7.2 


.81 


88 


.093 


90 


.6 


99 


1.9 


83 


4.0 


95 


1.7 


6.3 


.65 


89 


.125 


101 


3.2 


96 


1.8 


103 


5.0 


95 


1.8 


5.8 


.68 


86 


.096 


105 


5.0 


95 


1.9 


129 


6.0 


95 


2.3 


7.0 


.84 


88 


.119 


160 


2.8 


98 


3.6 


124 


5.5 


95 


2.7 


5.5 


.90 


83 


.107 


152 


4.0 


97 


3.7 


122 


8.0 


93 


2.8 


5.6 


.74 


66 


.123 



TOTAL 



307.814 



26.3 



31.6 



1.455 



AVERAGE 



113 4.6 94 



120 7.7 92 



5.7 .75 86 



MAXIMUM 



2.909 



NO. OF SAMPLES 



19 19 



19 19 



7* 77 
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ONTARIO MINISTHy OF THE ENVIRONMENT 

SEHAGE TREATMENT 
WORKS NUMBER : 110001729 HERRICKVILLE MPCP 



TREATMENT FACILITY : EXTEMDED AERATIOH 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.500 1000 Ml 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 8S 



MUNICIPALITY : HERRICKVILLE 

REGION : 04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



DESIGN B0D5 



250. H6/L 



DESIGN SUSP. SOLIDS 



250.0 HG/L 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8'4-DEC/8'* 

JAN 9.653 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



14.027 

13.019 

2Q.S53 

14.727 

10.910 

6.500 

9.031 

7.617 

7,560 

6.421 

7.021 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEHAND-x— SUSPENDED SOLIDS 



._><__- TOTAL PHOSPHORUS 



978 

817 

83.5 



> 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 M3 1000 H3 

/DAY /DAY /DAY 



.311 


.400 


.910 


.485 


.962 


1.640 


.420 


.481 


.990 


.685 


1.229 


1.640 


.475 


.593 


1.200 


.364 


.478 


1.260 


.274 


.345 


1.340 


.291 


.421 


1.440 


.253 


.327 


.960 


.244 


.306 


.980 


.214 


.269 


1.270 


.226 


.326 


1.640 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y, KG 



69 


5.0 


92 


.6 


65 


14.0 


78 


.7 


118 


23.7 


79 


1.2 


47 


21.0 


55 


.5 


86 


5.5 


93 


1.1 


93 


2.5 


97 


.9 


162 


3.0 


98 


1.3 


168 


4.2 


97 


1.4 


151 


3.2 


97 


1.1 


151 


6.8 


95 


1.0 


190 


12.5 


93 


1.1 


215 


3.8 


98 


1.4 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



96 


13.0 


86 


.8 


84 


19.0 


77 


.9 


89 


46.0 


48 


.5 


33 


20.5 


37 


.2 


62 


9.0 


85 


.7 


79 


5.5 


93 


.8 


193 


8.0 


95 


1.5 


148 


10.6 


92 


1.2 


219 


7.8 


96 


1.6 


227 


11.6 


94 


1.6 


123 


9.0 


92 


.7 


132 


7.5 


94 


.6 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



3.7 


.50 


86 


.047 


4.9 


.30 


93 


.050 


6.8 


.42 


93 


.055 


6.9 


.36 


94 


,059 


8.9 


.90 


89 


.061 


8.7 


.60 


93 


.061 


7.5 


.75 


90 


.043 


8.3 


.70 


91 


.053 



■^OTAL 

129.039 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.354 



1.229 1.640 



lit, S.7 89 



Sf 39 



12.9 



123 13.9 82 



39 39 



11.7 



6.9 .56 91 



27 26 



.429 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
CANA NPCP 



WORKS NUMBER : IIOOOISOS 



TREATMENT FACILITY : EXTENDED AERATION 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 8S 

PITTSBURG (CANA) 
0-* SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



9,115 
lOS 
1.1 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.095 1000 H3 DESIGN B0D5 190.0 MG/L DESIGN SUSP. SOLIDS : 220.0 MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 MS 


1000 MS 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/8'*-DEC/8<* 



JAN 


1.602 


.052 


.071 


FEB 


4.225 


.146 


.494 


MAR 


■4.207 


.136 


.502 


APR 


5.51* 


.184 


.267 


MAY 


S.9S3 


.127 


.172 


JUN 


1.658 


.055 


.094 


JUL 


.502 


.016 


.187 


AUG 


2,869 


.093 


.766 


SEP 


1.6A4 


.055 


.117 


OCT 


1.090 


.035 


.047 


KOV 


2.187 


.073 


.187 


DEC 


3.813 


.123 


.218 



REDUCTION 
INFLUENT EFFLUENT 1000 



H6/L 



MG/L 



101 


16.0 


84 


37 


20.0 


45 


58 


18. S 


68 


14 


8.2 


41 


50 


9.0 


82 


59 


1.7 


97 


64 


7.0 


89 


113 


4.0 


96 


63 


1.9 


96 


84 


1.5 


98 


83 


8.5 


89 


38 


5.0 


87 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L '/. 



174 


S9.8 


77 


81 


64.6 


20 


67 


36.5 


45 


20 


24.2 


- 


77 


27.0 


64 


74 


10.7 


85 


68 


27.0 


60 


118 


19.6 


83 


94 


17.5 


81 


118 


15.4 


86 


64 


23.2 


63 


61 


16.3 


73 



KG 



.1 

.1 
.1 

.2 
.1 
.1 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



1.6 


1.80 


- 


3.6 


2.40 


33 


4.0 


3.70 


7 


5.6 


2.60 


53 


4.2 


3.12 


25 


8.2 


4.20 


48 


3.5 


2.60 


25 


2.1 


2.00 


4 



.002 

.009 
.002 
.004 
.002 



TOTAL 

33.224 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.091 



.766 



63 8.4 81 



47 48 



1.4 



84 26.8 67 



47 M 



1.5 



4.1 2.80 28 



32 S3 



.019 
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«^TIMMINS 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 
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REGION 5 
NORTHEASTERN 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : llOOOOOZS MATHESON WPCP 

TREATMENT FACILITY : EXTENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : BLACK R MATHESON! HATH) 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,409 

920 

26.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.GA5 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA X-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS - — >< TOTAL PHOSPHORUS ---> 





TOTAL 


AVG 


DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 






REDUCTION 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


INFLUENT 


EFFLUENT 


lOOQ 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 


MG/L 


MG/L 


/. 


KG 


MG/L 


MG/L 


/. 


KG 


MG/L 


MG/L 


•/. 


KG 


JAN/84-DEC/8'i 


































JAN 


18.400 




.590 


.760 


.760 


81 


5.3 


93 


1.3 


61 


12.5 


79 


.8 


5.2 


2.50 


52 


.051 


FEB 


24.500 




.840 


1.800 


2.040 


36 


17.1 


52 


.4 


40 


13.7 


66 


.6 


1.4 


1.20 


14 


.005 


MAR 


20 . 240 




.650 


.990 


1.060 


63 


6.9 


89 


1.1 


73 


6.3 


91 


1.3 


3.4 


1.33 


60 


.042 


APR 


30.100 


1 


.000 


1.450 


1.470 


65 


7.1 


89 


1.7 


62 


6.9 


88 


1.6 


3.6 


1.24 


65 


.071 


HAY 


21.590 




.690 


.950 


.980 


88 


5.5 


96 


1.8 


91 


6.7 


92 


1.8 


5.1 


1.68 


67 


.074 


JUN 


26.520 




.880 


1.740 


2.160 


37 


3.1 


91 


.8 


51 


6.7 


86 


1.1 


3.8 


1.48 


61 


.062 


JUL 


25.000 




.800 


1.410 


3.700 


65 


3.6 


94 


1.5 


53 


5.8 


89 


1.1 


3.2 


1.62 


49 


.040 


AUG 


20.710 




.690 


I.IZO 


1.140 


58 


2.0 


96 


1.1 


55 


4.0 


92 


1.0 


3.6 


2.12 


41 


.031 


SEP 


18.340 




.610 


.850 


.880 


86 


2.5 


97 


1.5 


97 


4.9 


94 


1.6 


5.7 


.81 


85 


.090 


OCT 


20.160 




.650 


1.160 


1.230 


89 


8.0 


91 


1.6 


113 


6.2 


94 


2.1 


5.3 


1.73 


67 


.072 


NSV 


24.700 




.820 


1.570 


2.810 


154 


6.0 


96 


3.6 


370 


7.0 


98 


8.9 


5.6 


1.52 


72 


.101 


DEC 


Z2 , 700 




.730 


1.120 


1.200 


57 


6.4 


88 


1.1 


53 


6.5 


87 


1.0 


2.9 


.86 


70 


.046 



"TOTAL 

272.960 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.746 



1.800 3.700 



73 5.9 89 



21 22 



18.1 



9S 7.2 88 



21 22 



23.6 



4.0 1.50 59 



21 18 



.685 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BLIND RIVER MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : llOOOa'Jlfi 

TREATMENT FACILITY : EXTENDED AERATION 



MUNICIPALITY : BLIND RIVER 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,200 
89.7 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3.500 1000 H3 DESIGN BQD5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<-— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND~><-— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/8^-DEC/8'i 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L A KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



JAN 


39.114 


1.263 


1.659 




104 


2.7 


97 


3.9 


75 


7.6 


69 


2.6 


3.9 


1.70 


56 


.086 


FEB 


50. 6-*! 


1.746 


2.727 


2.727 


86 


3.9 


95 


4.1 


67 


6.4 


90 


3.0 


3.7 


2.70 


27 


.051 


MAR 


49.765 


1.605 


3.864 


5.090 


36 


2.9 


91 


1.6 


56 


3.9 


93 


2.5 


6.8 


2.70 


60 


.204 


APR 


54.545 


1.81S 


2.045 












55 


3.0 


94 


2.8 










MAY 


49.751 


1.605 


1.818 












42 


3.9 


90 


1.9 










JUN 


62.540 


2.085 


2.400 












31 


2.7 


91 


1.7 


2.3 


2.90 


- 


- 


JUL 


41.421 


11.336 


1.700 


1.700 


108 


1.8 


98 


4.3 


29 


4.1 


85 


1.0 


3.0 


2.90 


3 


.004 


AUG 


42 . 252 


1.263 


1.618 


2.550 










38 


1.7 


95 


1.5 










SEP 


47.684 


1.589 


1.818 


4.500 


145 


3.0 


97 


6.7 


80 


5.2 


93 


3.5 


6.4 


3.10 


51 


.157 


OCT 


102.340 


3.301 


5.818 


5.818 


107 


2.5 


97 


10.6 


90 


6.1 


93 


8.5 


5.0 


2.00 


60 


.307 


NOV 


68.110 


2.270 


3.950 


6.850 


75 


4.1 


94 


4.8 


41 


5.6 


86 


2.4 


4.4 


1.69 


61 


.185 


DEC 


48.350 


1.560 


2.000 


4.545 


95 


4.9 


94 


4.3 


40 


7.3 


82 


1.6 


5.0 


i.eo 


64 


.155 



TOTAL 

656.513 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.628 



5.818 6.850 



94 3 . 2 96 



13 14 



40.8 



53 4.7 90 



5« 59 



33.6 



4.5 2 . 38 48 



IS la 



1.149 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUHBER : 110002004 KAPUSKASING MPCP 

TREATMENT FACILITY : EJCTENOED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

KAPUSKASING 

05 NORTHEASTERN 



I 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



ll,70<i 

12,000 

102.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 9.092 1000 MS DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS t 0.0 MG/L 

<__- FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — >c— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



JAN 


IZA.'tOO 


4.000 


4.200 


7.800 


182 


3.9 


97 


22.1 


192 


10.4 


94 


22.5 


4.7 








FEB 


141.000 


4,800 


7.300 


12.900 


132 


3.3 


97 


18.1 


249 


6.3 


97 


34.2 


6.2 


2.80 


54 


.479 


MAR 


1S7.200 


4.400 


6.400 


12.900 


142 


3.6 


97 


18.9 


146 


10.3 


92 


18.6 


6.9 


3.50 


49 


,466 


APR 


159.000 


5.300 


6.800 


12.900 


270 


1.5 


99 


42.6 


148 


4.5 


96 


22.8 


5.4 


1.70 


68 


,588 


MAY 


126.100 


4.000 


5.000 


13.000 


75 


1.0 


98 


9.3 


96 


3.6 


96 


11.6 


3.9 


1.89 


51 


.253 


JUN 


183.200 


6.100 


10.100 


21.600 


91 


3.9 


9B 


15.9 


69 


5.2 


92 


11.6 


3.7 


1.60 


56 


.385 


JUL 


210.000 


6.700 


9.100 


21.600 


38 


3.5 


90 


7.2 


104 


7.1 


93 


20.3 


2.6 


1.51 


41 


.229 


AUG 


159.300 


5.100 


9.800 


21.600 


71 


2.5 


96 


10.9 


83 


5.9 


92 


12.2 


3,8 


2.10 


44 


.271 


SEP 


145.500 


4.800 


8.300 


13.400 


90 


4.2 


95 


12.4 


110 


6.1 


94 


IS.l 


1.7 


2.15 


- 


- 


OCT 


169.600 


5.500 


7.900 


17.200 


75 


2.4 


96 


12.3 


113 


6.7 


94 


18.0 


4.0 


2.08 


48 


.326 


NOV 


185.600 


6.200 


9.500 


14.200 


163 


3.2 


98 


29.6 


125 


3.6 


97 


22.5 


3.8 


2,26 


40 


.286 


DEC 


172.600 


5.600 


8.800 


15.100 


116 


3.2 


97 


19.4 


158 


9.1 


94 


25.7 


7,0 


2.40 


65 


.794 



TOTAL 

1913.500 

AVERAGE 
MAXIMUM 
'no. OF SAMPLES 



5.208 



10^00 21.600 



129 3.0 96 



3« St 



219.3 



152 6.5 94 



110 108 



235.5 



4.4 2.18 52 



19 16 



4.077 
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ONTARIO MINISTRY OF THE Ei, V i «t;NMENT UTILITY HONITORING INFORMATIOM SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
WORKS NUMBER : 11000177<t LATCHFORD WPCP 



REPORT TYPE 001 
REPORT DATE: 27 DEC 85 



TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.340 1000 M5 



MUNICIPALITY : LATCHFORD 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



S99 

<i27 
107,0 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/a^-DEC/B* 

JAN 11.936 



FEB 

MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



12 . 075 

i.2.Z9'i 

22.1S4 

19.116 

18.118 

10.979 

9.763 

7.901 

9.581 

11.002 

11.217 



FLOW DATA 



DESIGN BODS : 200.0 MG/L DESIGN SUSP. SOLIDS : 233.0 MG/L 
-x-BIOCHEMlCAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 H3 1000 H3 

/DAY /DAY /DAY 



.387 


.483 


1.960 


.416 


.617 


1.960 


.496 


.550 


1.960 


.739 


1.211 


1.960 


.617 


.922 


1.960 


.604 


.840 


1.960 


.354 


.493 


1.960 


.315 


.421 


1.960 


.263 


.329 


1.960 


.309 


.465 


1.960 


.367 


.453 


1.960 


.362 


.453 


1.960 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



51 


2.3 


95 


.5 


45 


13.0 


71 


.3 


1.7 


.55 


68 


.014 


41 


3.6 


91 


.4 


54 


18.0 


66 


.4 


4.2 


1.37 


67 


.034 


74 


10.6 


85 


.7 


75 


26.0 


65 


.6 


2.4 


.69 


71 


.021 


43 


4.4 


89 


.8 


128 


13.0 


89 


2.5 


4.9 


.46 


90 


.098 


29 


2.4 


91 


.5 


42 


13.1 


63 


.5 


2.4 


.60 


75 


.034 


18 


2.7 


85 


.2 


109 


14.9 


86 


1.7 


4.3 


.64 


85 


.066 


42 


2.3 


94 


.4 


53 


10.9 


79 


.4 


2.8 


1,32 


52 


.016 


32 


4.2 


36 


.2 


315 


11.6 


96 


2.9 


5.1 


.60 


88 


.044 


54 


2.8 


94 


.4 


57 


17.0 


70 


.3 


3.3 


1.02 


69 


.018 


78 


2.6 


96 


.7 


60 


20.1 


66 


.3 


3.3 


.95 


75 


.027 


120 


2.4 


98 


1.2 


193 


17.9 


90 


1.9 


4.7 


1.10 


76 


.040 


63 


5.2 


92 


.7 


198 


15.8 


92 


2.0 


3.6 


.49 


86 


.035 



TOTAL 



156.316 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.436 



1.211 



1.960 



a2 



3.7 91 



n 



7.2 



110 



22 



15.9 78 



60 



14.3 



3.6 



22 



.81 75 



18 



.447 
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ONTARIO MINISTRY OF THE ENVIROHMENT 

SEWAGE TREATMENT 
MORKS NUMBER : 120000319 HOOSONEE WPCP (NORTH) 

TREATMENT FACILITY : E)fTENDED AERATICJN 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.250 1000 M3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : MOOSOriEE (NORTH) 
REGION : 05 NORTHEASTERN 

CURRENT POPULATION i 
POPULATION SERVED : 
PERCENT SERVED : 



1,258 

303 
£3.8 



DESIGN B0D5 



. MG/L 



DESIGN SUSP. SOL IDS 



. MG/L 



<— 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S^-DEC/e-i 



FLOM DATA 



AVG DAY 

1000 M3 

/DAY 



---x-BIOCHEMICAL OXYGEN DEMAND-><- 

INFLUENT EFFLUENT 



MAX DAY PEAK RT REDUCTION 

1000 M3 1000 M3 INFLUENT EFFLUENT 1000 



SUSPENDED SOLIDS ---><— TOTAL PHOSPHORUS 
REDUCTION 



/DAY 



/DAY 



MG/L 



HG/L 



y. 



JAN 


9.388 


.305 


.326 


FEB 


8.416 


.290 


.324 


MAR 


9.2S7 


.299 


.335 


APR 


9.551 


.316 


.464 


HAY 


7.997 


.258 


.365 


JUN 


6.635 


.221 


.275 


JUL 


6.151 


.198 


.223 


AUG 








SEP 


8.100 


.270 


.418 


OCT 


9.231 


.298 


.366 


NOV 


8.821 


.296 


.428 


DEC 


5.324 


.171 


.249 



49 


2.8 


94 


27 


4.8 


62 


U 


7.4 


71 


3« 


4.4 


87 


2« 


3.2 


87 


22 


3.4 


64 



KG 



MG/L 



MG/L 



■/. 



1000 
KG 



.4 
.1 
.1 
.3 
.1 
.1 



35 


13.7 
7.9 


60 


.2 


132 


14.0 


69 


1.0 


50 


29.9 


40 


.1 


52 


11.2 


78 


.3 


113 









REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L '/. KG 



.011 

.014 

.011 



1.9 






1.5 


.23 


84 


1.7 


.20 


88 


1.5 






1.6 


.24 


85 


2.3 







12 


.9 


92 




334 


9.3 


97 




1.1 


.30 


72 




95 


18.8 


80 


.6 


109 


23.6 


78 


.6 


4.7 


.52 


88 


.034 


31 


5.6 


81 


.2 


156 


36.8 


76 


1.1 


1.5 


.55 


63 


.009 


52 


18.0 


65 


.3 


74 


25.6 


65 


.4 


1.8 


.41 


77 


.012 


106 


12.1 


88 


.5 


275 


12.5 


95 


1.3 


4.0 


2.03 


49 


.010 



TOTAL 

88.871 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.266 



.464 



43 7.4 83 



IS 12 



3* V 



133 18.4 75 



111 10 



5.4 



2.1 .56 76 



12 10 



.101 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
SMOOTH ROCK FALLS WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002130 

TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.636 1000 H5 



MUNICIPALITY : SMOOTH HOCK FALLS 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,302 

2,251 

97.7 



DESIGN B0D5 



150.0 MG/L 



DESIGN SUSP. SOLIDS 



150.0 MG/L 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S4-DEC/8<» 



FLOW DATA 



— ><-eiOCHEHICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS — > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 H3 1000 H3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/t V. 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MS/L v. KG 



JAN 


37.695 


1.216 


1.409 


1.818 


116 


4.0 


96 


4.2 


80 


5.0 


93 


2.8 


6.4 


.28 


95 


.231 


FEB 


<t9.995 


1.724 


4.055 


5.000 


84 


5.4 


93 


3.9 


65 


6.0 


90 


2.9 


3.2 


1.95 


39 


.062 


MAR 


'V'i.761 


1.444 


.950 


3.459 


123 


5.0 


95 


5.2 


116 


5.9 


94 


4.9 


1.5 


1.78 


- 


- 


APR 


93.525 


3.118 


2.000 


4.650 


31 


6.0 


80 


2.3 


24 


7.2 


70 


1.5 


4.9 


.65 


86 


.397 


MAY 


74.77'* 


2.412 


1.336 


3.768 


78 


4,1 


94 


5.5 


68 


6.4 


90 


4.6 


7.4 


1.39 


81 


.449 


JUN 


69.661 


2.320 


1.492 


5.909 


32 


2.9 


90 


2.0 


45 


4.9 


89 


2.7 


1.9 


.68 


64 


.085 


JUL 


70.967 


2.289 


1.659 


4.314 


15 


4.6 


69 


.7 


11 


8.1 


26 


.2 


1.7 


1.21 


28 


.035 


MM 


39.424 


1.031 


Z.150 


3.091 


47 


1.9 


95 


1.7 


37 


5.6 


84 


l.Z 


2.7 


2.40 


11 


.012 


SEP 


1.488 


1.009 


3.005 


6.273 


156 


2.0 


98 


.2 


128 


5.5 


95 


.1 


7.0 


1.81 


74 


.008 


OCT 


47.306 


1.526 


3.477 


5.909 


132 


5.5 


95 


5.9 


93 


9.7 


89 


3.9 


6.1 


3,05 


50 


.144 


NOV 


56 . 364 


1.895 


5.132 


5.909 


51 


3.4 


93 


2.7 


61 


7.9 


87 


3.0 


2.2 


1.36 


38 


.048 


DEC 


SS.316 


1.719 


1.413 


4.319 


62 


4.3 


93 


3.0 


37 


10.3 


72 


1.4 


2.3 


1.91 


16 


.021 



TOTAL 

639.776 



AVERASE 



MAXIMUM 



NO. OF SAMPLES 



1.809 



5.132 6.273 



77 4.0 91 



23 24 



37.8 



63 6.8 82 



23 40 



29.7 



3.9 1.53 53 



20 Xh 



1.492 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEHAGE TREATMENT 
WORKS NUMBER : 110001952 HORNEPAyNE WPCP 

TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.363 1000 M3 
<— FLOW DATA 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : WICKSTEED (HORNEPAYNE) 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,772 

1,675 

9"*. 5 



DESIGN B0D5 



0.0 HG/L 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/a'i-DEC/8't 



--X-BIOCHEMICAL OXYGEN DEMAND-x--- SUSPENDED SOLIDS - — ><- 

INFLUENT EFFLUENT 



AVG DAY MAX DAY PEAK RT REDUCTION 

1000 M3 1000 M3 1000 M3 INFLUENT EFFLUENT 1000 
/DAY /DAY /DAY MG/L MG/L 7. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L Z 



DESIGN SUSP. SOLIDS : 0.0 MG/L 

TOTAL PHOSPHORUS — > 

REDUCTION 

HG/L HG/L / 



KG 



1000 
KG 



JAN 


18 . 152 




.582 


.733 


FEB 


18.152 




.625 


.733 


MAR 


17.721 




.572 


.665 


APR 


31.427 


1 


.050 


1,174 


HAY 


19. 7*^1 




.637 


.719 


JUN 


35.'t69 


1 


.182 


2.141 


JUL 


32.902 


1 


.061 


1.164 


AUG 


21.409 




.690 


.901 


SEP 


19.850 




.662 


.756 


OCT 


20.847 




.674 


.784 


NOV 


23.546 




.759 


.978 


DEC 


22.830 




.736 


.882 



«e 


4.8 


94 


1.3 


140 


4.0 


97 


2.4 


4.5 


3.75 


16 


.014 


36 


2.4 


93 


.6 


55 


6.0 


89 


.6 


4.4 


3.50 


20 


.016 


5« 


1.0 


98 


.9 


82 


2.0 


97 


1.4 


4.5 


3.95 


12 


.010 


t% 


1.5 


93 


.6 


SO 


3.0 


94 


1.4 


2.9 


2.10 


27 


.025 


SS 


3.6 


93 


.9 


90 


6.0 


93 


1.6 


3.6 


2.55 


29 


.021 


36 


1.2 


96 


1.2 


60 


3.5 


94 


2.0 


2.7 


1.90 


29 


.028 


l» 


1.0 


98 


1.7 


70 


2.0 


97 


2.2 


2.7 


2.80 


- 


- 


«e 


2.9 


92 


.7 


80 


2.0 


97 


1.6 


2.8 


3.20 


- 


- 


54 


2.3 


95 


1.0 


90 


3.5 


96 


1.7 


7.5 


3.50 


53 


.079 


40 


2.9 


92 


.7 


80 


2.0 


97 


1.6 


2.8 


3.20 


- 


- 


114 


2.8 


97 


2.6 


150 


3.0 


98 


3.4 


5.6 


3.10 


44 


.059 


56 


1.9 


96 


1.2 


85 


2.5 


97 


1.8 


3.7 


3.00 


18 


.016 



TOTAL 

282 . 046 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.769 



14.0 22.5 -268 

5S 2.3 95 86 3.2 95 3.9 3.04 28 



2.141 



1» M 



18 18 



la 16 



218 



219 







J^'^\ 




^ 


M 


y^ 


p'' 






NORTHWESTERN REGION (6) 

REGIONAL OFFICE 

THUNDER BAY 

435 James St. S. 

P.O. Box 5000 

807-475-1205 

DISTRICT OFFICE 

Kenora 

808 Robertson St. 

807-468-5578 
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REGION 6 - I 

NORTHWESTERN ' 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
ATIKOKAN WPCP 



WORKS NUMBER ; 1100015Z3 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

ATIKOKAN 

06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,700 

4,500 

95.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 4.082 1000 M3 DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA ---><-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M5 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



JAN 


108.896 


3.S13 


5.555 


10 . 500 


FEB 


118.152 


4.074 


5.555 


10.500 


MAR 


127.677 


4. lis 


6.578 


10.800 


APR 


172.059 


5.735 


7.959 


10.500 


MAY 


163.129 


5.262 


8.792 


10.500 


JUN 


139.187 


4.639 


7.708 


10.500 


JUL 


152.205 


4.910 


8.275 


10.500 


AUG 


112.453 


3.627 


4.335 




SEP 


96.242 


3.208 


4.291 


10.500 


OCT 


111.746 


3.604 


5.889 


10.500 


NOV 


114.340 


3.811 


5.079 


10.500 


DEC 


117.685 


3.796 


6.957 


10.500 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L X KG 



54 


4.0 


92 


5.4 


70 


6.6 


90 


7.4 


54 


4.7 


91 


6.2 


40 


1.5 


96 


6.6 


47 


1.6 


96 


7.4 


S3 


1.5 


95 


4.3 


34 


1.2 


96 


4.9 


29 


.9 


96 


3.1 


42 


1.2 


97 


3.9 


48 


1.2 


97 


5.2 


54 


2.1 


96 


5.9 


43 


2.9 


93 


4.7 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT lOOO 
MG/L MG/L A KG 



77 


27.0 


64 


5.4 


4.0 


2 


.00 


50 


.218 


90 


50.0 


44 


4.7 


4.1 


1 


.90 


53 


,260 


75 


25.0 


66 


6.3 


3.8 


1 


.30 


65 


.319 


70 


11.0 


84 


10.1 


3.2 




.73 


77 


.425 


80 


7.3 


90 


11.8 


3.4 




.49 


85 


.475 


75 


14.5 


80 


8.4 


2.8 




.72 


74 


.290 


65 


9.5 


85 


8.4 


2.8 




.72 


74 


.317 


60 


8.5 


85 


5.7 


2.8 




.82 


70 


.223 


57 


10.0 


82 


4.5 


2.6 




.86 


69 


.187 


78 


11,6 


85 


7.4 


3.4 


1 


.06 


68 


.261 


85 


15.0 


82 


8.0 


3.6 




.86 


76 


.313 


68 


15.0 


77 


6.2 


2.9 




,90 


63 


.235 



TOTAL 

1533.769 

AVERAGE 
MAXIMUM 
"no. of SAMPLES 



4.191 



8.792 10.800 



45 2.4 95 



2« 2« 



65.6 



7S 17.0 77 



26 26 



Kt.h 



3.3 1.03 69 



26 26 



3.523 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
BALHERTOWN WPCP 



WORKS NUMBER : 110003291 

TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.227 1000 M5 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

BALHERTOWN 

06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,300 
1.300 
100.0 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 





< 


FLOW 


DATA 


— 




TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



-x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS 



JAN/84-DEC/8'i 



JAM 


53.731 


1 


.088 


1.357 


fBB 


33.196 


1 


.144 


1.254 


KAR 


3A . 933 


1 


.127 


1.478 


APR 


5<t.l05 


1 


.136 


1.476 


MAY 


28.270 




.911 


1.068 


JUN 


31.036 


1 


.034 


1.541 


JUL 


22.490 




.726 


1.056 


AUB 


15.117 




.489 


.711 


SER 


18.340 




.611 


.920 


OCT 


21.516 




.694 


1.047 


NOV 


25,720 




.790 


1.187 


DEC 


30.894 




.997 


1.273 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



126 


6.1 


95 


4.0 


180 


20.0 


68 


5.3 


3.6 


2.40 


36 


.047 


90 


5.0 


94 


2.S 


110 


20.0 


81 


2.9 


3.7 


2.30 


37 


.046 


70 


7.3 


89 


2.1 


88 


20.0 


77 


2.3 


4.7 


2.20 


53 


.087 


81 


8.4 


69 


2.4 


90 


12.5 


86 


2.6 


5.9 


2.50 


57 


.116 


100 


5.9 


94 


2.6 


200 


11.0 


94 


5.3 


5.3 


2.85 


46 


.069 


113 


3.5 


96 


3.3 


136 


8.0 


94 


3.9 


5.2 


2.50 


51 


.084 


79 


5.0 


93 


1.6 


85 


6.7 


92 


1.7 


5.8 


2.70 


53 


.070 


124 


1.7 


98 


1.8 


135 


7.0 


94 


1.9 


6.2 


3.25 


47 


.045 


112 


2.1 


98 


2.0 


175 


7.0 


96 


3.0 


6.9 


3.45 


50 


.063 


121 


2.6 


97 


2.5 


200 


8.0 


96 


4.1 


6.9 


3.30 


52 


.077 


73 


3.4 


95 


1.6 


100 


7.0 


93 


2.2 


6.0 


2.90 


51 


.074 


80 


4.5 


94 


2.3 


97 


12.7 


86 


2.6 


4.0 


2.30 


42 


.053 



TOTAL 



327.348 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.896 



1.541 



97 4 . 6 94 



28 28 



29.6 



133 11.6 90 



t» 2« 



38.4 



5.3 2 . 72 48 



E* t7 



.831 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWACE TREATMENT - PERFORMANCE REPORT 
EAR FALLS WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NDV 85 



WORKS NUMBER : 110001006 



TREATMENT FACILITY : EXTENDED AERATION 

CONVERTIBLE OPERATING MODE 



MUNICIPALITY : EAR FALLS 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,900 

1,750 

92.1 



I 
I 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.863 1000 M3 DESIGN BODS : 280.0 MG/L DESIGN SUSP. SOLIDS : 310.0 MG/L 
< FLOW DATA x-BIOCHEHICAL OXYGEN DEMAHD-x--- SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8<t-DEC/8'i 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L v. KG 



JAN 


31.660 


1.021 


1.196 


FEB 


28 . 032 


.967 


1.166 


KAR 


32.740 


1.056 


1.317 


APR 


39.890 


1.330 


1.751 


MAY 


1*2.255 


1.595 


1.821 


JUN 


42.857 


1.428 


2.122 


JUL 


40.396 


1.303 


1.731 


AUG 


44.018 


1.419 


2.700 


SEP 


32.843 


1.094 


2.753 


OCT 


47.536 


1.533 


3.538 


NOV 


29.099 


.969 


1.102 


DEC 


35.151 


1.130 


1.800 



97 


2.2 


97 


3.0 


145 


11. 


92 


4.2 


3.6 


.57 


84 


.096 


58 


2.0 


96 


1.5 


145 


13.5 


90 


3.6 


4.1 


.70 


82 


.095 


6S 


2.9 


95 


1.9 


120 


16.7 


66 


3.3 


4.9 


1.18 


75 


.122 


4« 


2.5 


94 


1.8 


85 


7.0 


91 


3.1 


4.1 


.69 


83 


.136 


49 


1.2 


97 


2.0 


155 


6.0 


96 


6.2 


3.2 


.81 


74 


.101 


53 


1.3 


97 


2.2 


145 


7.0 


95 


5.9 


.5 


.55 


- 


- 


52 


1.2 


97 


2.0 


140 


12.5 


91 


5.1 


2.9 


.66 


77 


.090 


48 


.9 


98 


2.0 


160 


12.0 


92 


6.5 


5.2 


.59 


81 


.115 


57 


1.7 


97 


1.8 


267 


10.3 


96 


e.4 


5.0 


.60 


88 


.145 


62 


1.2 


98 


2.8 


65 


10.0 


84 


2.6 


5.4 


.69 


79 


.129 


M 


1.5 


97 


1.8 


90 


15.0 


83 


2.1 


3.9 


.79 


79 


.090 


184 


1.0 


99 


3.6 


102 


7.5 


92 


3.3 


2.9 


.40 


86 


.088 



TOTAL 

446.477 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.220 



3.538 



«2 1.6 97 



25 25 



26. S 



134 10.7 91 



25 25 



54.8 



5.4 .68 81 



20 20 



1.207 



224 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 1100016<*9 GERALDTON WPCP 

TREATMENT FACILITY : EXTENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : GERALDTON 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,901 
2,901 
100.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.813 1000 M3 DESIGN BODS : 170.0 MG/L DESIGN SUSP. SOLIDS ZOO.O HG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — -><— TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M2 

JAN/8<i- DEC/84 



AVG DAY MAX DAY PEAK RT 

1000 M2 1000 M3 1000 M3 

/DAY /DAY /DAY 



JAN 


49.168 


1.586 


2.014 


FEB 


<i6.050 


1.589 


2.698 


MAR 


47.878 


1.544 


1.755 


APR 


104. 754 


3.492 


5.574 


KAY 


86.310 


2.784 


3.626 


JIM 


94.085 


3.136 


4.191 


JUL 


74.979 


2.419 


4.808 


AU6 


70.244 


2.266 


5.067 


SEP 


49,760 


1.658 


2.080 


OCT 


56.753 


1.831 


3.653 


NOV 


61.256 


2.042 


2.839 


DEC 


60.734 


1.959 


4.297 



REDUCTION 
INFLUENT EFFLUENT 1000 
Me/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



HG/L 



KG/L '/. 



KG 



99 


.8 


99 


4.8 


130 


1.0 


99 


6.3 


6,2 


2.45 


60 


.184 


83 


2.0 


97 


3.7 


125 


5.5 


95 


5.5 


6.6 


2.40 


63 


.193 


07 


1.6 


98 


5.0 


210 


5.5 


97 


9.7 


5.4 


2.40 


55 


.144 


69 


14.1 


79 


5.7 


107 


15.6 


85 


9.5 


4.9 


1.77 


63 


.328 


50 


16.0 


68 


2.9 


97 


16.3 


83 


6.9 


3.7 


1.81 


51 


.163 


53 


12.8 


75 


5.7 


122 


31.0 


74 


8.5 


4.0 


1.50 


62 


.235 


49 


5.4 


88 


3.2 


90 


6.3 


93 


6.2 


3.6 


1.55 


56 


.154 


63 


1.1 


98 


4.3 


97 


4.0 


95 


6,5 


4.5 


1.90 


57 


.183 


92 


2.0 


97 


4.4 


133 


3.3 


97 


6.4 


5.9 


2.03 


65 


.193 


78 


2.5 


96 


4.2 


115 


4.0 


96 


6,3 


5.0 


1.85 


63 


.179 


91 


3.7 


95 


5.3 


140 


3.7 


97 


8.3 


6.1 


1.70 


72 


.270 


76 


3.7 


95 


4.3 


126 


3.6 


97 


7.4 


4.6 


1.70 


63 


.176 



TOTAL 

801.971 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.192 



5,574 



75 5.4 90 



29 29 



52.1 



124 8.3 92 



36 34 



68.0 



5.0 1.92 61 



2S 2« 



2.402 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001355 IGNACE WPCP 



TREATMENT FACILITY : EXTENDED AERATION 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

IGNACE 

Of, NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,485 

2.265 

91.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.495 1000 M3 DESIGN BODS : 16<i,0 MG/L DESIGN SUSP. SOLIDS = 193.0 HG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



JAN 


53.862 


1.737 


1.974 


FEB 


28.779 


.992 


1.177 


MAR 


28.361 


.915 


.963 


APR 


31.659 


1.055 


1.411 


MAY 


32.11A 


1.036 


1.569 


JUN 


32.133 


1.071 


1.239 


JUL 


26 . 630 


.923 


1.054 


AUG 


30.830 


.995 


1.101 


SEP 


29.214 


.974 


1.132 


OCT 


29.143 


.903 


1.029 


NOV 


50.180 


1.006 


1.159 


DEC 


33.961 


1.096 


1.398 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



75 


3.9 


94 


3.8 


iia 


20.0 


81 


4.8 


6.8 


1.08 


84 


.308 


96 


2.1 


97 


2.7 


135 


20.0 


85 


3.3 


6.8 


1.00 


85 


.167 


110 


2.6 


97 


3.0 


150 


25.0 


83 


3.5 


7.4 


.90 


87 


.184 


«8 


1.6 


98 


2.7 


120 


17.5 


85 


3.2 


6.3 


1.10 


82 


.165 


105 


4.6 


95 


3.2 


170 


11.0 


93 


5.1 


6.0 


.99 


83 


.161 


70 


.2 


99 


2.2 


80 


30.0 


62 


1.6 


5.4 


1.00 


61 


.141 


81 


2.9 


96 


2.2 


90 


9.0 


90 


2.3 


5.8 


1.50 


74 


.123 


5S 


1.9 


96 


1.5 


98 


13.0 


86 


2.6 


6.5 


.92 


85 


.172 


izo 


8.1 


93 


3.2 


177 


20.0 


88 


4.5 


6.7 


1.40 


79 


.155 


93 


5.4 


94 


2.5 


112 


22.5 


79 


2.6 


5.2 


1.35 


74 


.112 


112 


2.2 


98 


3.3 


110 


10.0 


90 


3.0 


6.6 


.90 


86 


.172 


ii 


4.1 


93 


1.9 


75 


12.5 


83 


2.1 


4.1 


.93 


77 


.108 



TOTAL 



388.866 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



226 



1.059 



1.974 



M 3 . 3 96 



£5 24 



32 . 6 38 . 9 

118 17.5 84 6.1 1.C6 81 



25 17 



25 27 



1 . 968 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORINS INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
MARATHON WPCP 



WORKS NUMBER ! IZOOOO^iTX 



TREATMENT FACILITY : EXTENDED AERATION 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV «S 

MARATHON 

06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,317 
2,317 

100.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.99S 1000 Ml DESIGN BODS : 163.0 MG/L DESIGN SUSP. SOLIDS : 192.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 H3 


DATE 


1000 M3 


/DAY 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



JAN 


S^.'iB'i 


1.273 


1.666 


FEB 


38.789 


1.337 


3.440 


HAR 


^3.400 


1.400 


1.400 


APR 


39.000 


1.300 


1.300 


MAY 


40.300 


1.300 


1.300 


JtM 


36.000 


1.200 


1.200 


JUL 


37.200 


1.200 


1.200 


AU6 


46.500 


1.500 


1.500 


SEP 


45.000 


1.500 


1.500 


OCT 


46.500 


1.500 


1.500 


NOV 


45.000 


1.500 


1.500 


DEC 


46.500 


1.500 


1.500 



75 


6.6 


91 


2.6 


91 


8.6 


90 


3.2 


4.6 


3.80 


17 


.032 


65 


1.8 


97 


2.4 


70 


10.0 


85 


2.3 


6.6 


1.60 


75 


.194 


63 


2.0 


96 


2.6 


73 


8.0 


89 


2.8 


5.8 


3.30 


43 


.109 


64 


1.5 


97 


2.4 


108 


6.5 


93 


3.9 


6.5 


2.80 


56 


.144 


83 


2.2 


97 


3.2 


103 


4.0 


96 


3.9 


6.1 


3.80 


37 


.093 


92 


1.2 


98 


3.2 


150 


5.5 


96 


5.2 


10.2 


3.20 


68 


.252 


78 


1.8 


97 


2.8 


93 


3.0 


96 


3.3 


7.1 


2.14 


69 


.185 


100 


3.7 


96 


4.4 


157 


3.3 


97 


7.1 


7.8 


l.SO 


80 


.293 


109 


6.9 


93 


4.5 


130 


7.0 


94 


5.5 


7.1 


1.76 


75 


.240 


98 


5.0 


94 


4.3 


140 


5.7 


95 


6.2 


6.6 


2.40 


63 


.195 


107 


4.4 


95 


4.6 


154 


4.0 


97 


6.7 


7.0 


3.05 


56 


.178 


122 


4.4 


96 


5.4 


133 


4.4 


96 


5.9 


6.8 


2.70 


60 


.191 



TOTAL 

503.643 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.376 



3.440 



88 3.4 96 



22 23 



43.0 



116 5.8 94 



S7 39 



56. S 



6.8 2.67 58 



SM 23 



2.106 



227 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWASE TREATMENT - PERFORMANCE REPORT 
NAKINA MPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002308 



TREATMENT FACILITY 



EXTENDED AERATION 
CONVERTIBLE OPERATING MODE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : NAKINA 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



976 

976 

100.0 



OPERATING AUTHORITY; MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.37Z 1000 M3 DESIGN B0D5 : S^i , MG/L DESIGN SUSP. SOLIDS = 65.0 MG/L 

< FLOW DATA --->t-BIOCH£MICAL OXYGEN DEMAND-><-~ SUSPENDED SOLIDS -—><-— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 H3 


1000 H3 


DATE 


1000 H5 


/DAY 


/DAY 


/DAY 



jAN/e^-DEC/a^ 



JAN 


13 


795 


FEB 


l<t 


531 


MAR 


15 


676 


APR 


26 


^►84 


MAY 


23 


611 


JUN 


19 


753 


JUL 


13 


631 


AUG 


14 


798 


SEP 


11 


375 


OCT 


11 


319 


NOV 


11 


628 


DEC 


12 


910 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



.'I'iB 


.516 


.501 


.690 


.506 


.561 


.863 


2.210 


.762 


.887 


.658 


.973 


.ii^O 


.6« 


.<i77 


.766 


.379 


l.l-iS 


.365 


.581 


.388 


.'i77 


.'il6 


.5^8 



142 


5.4 


96 


1.8 


172 


10.0 


94 


2.2 


7.8 


1.45 


81 


.088 


6Z 


3.4 


95 


1.1 


130 


13.3 


89 


1.6 


9.9 


.71 


92 


.134 


78 


1.8 


97 


1.1 


143 


9.0 


95 


Z.l 


5.4 


.76 


65 


.073 


45 


2.7 


94 


1.1 


72 


10.0 


86 


1.6 


3,2 


.77 


75 


.064 


3» 


1,9 


95 


.8 


75 


6.5 


91 


1.6 


3.2 


.74 


76 


.058 


32 


2.4 


92 


.5 


63 


3.0 


95 


1.1 


2.8 


.70 


75 


.041 


44 


1.6 


96 


.5 


90 


3.0 


96 


1.1 


4.2 


.59 


85 


,049 


78 


1.5 


97 


1.0 


118 


4.0 


96 


1.6 


8.0 


.57 


92 


.110 


91 


4.3 


95 


.9 


115 


7.5 


93 


1.2 


6.4 


.82 


87 


.063 


6B 


2.8 


95 


.7 


92 


10.3 


88 


.9 


4.9 


1.06 


78 


.043 


M 


3.4 


95 


.7 


93 


10.0 


89 


.9 


4.6 


.64 


86 


.046 


57 


2.4 


95 


.7 


93 


8.0 


91 


1.0 


3.5 


.50 


85 


.039 



TOTAL 

189.511 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.518 



2.210 



67 2.8 95 



25 29 



11. S 



104 7.8 92 



26 29 



17.5 



5.3 .77 83 



44 29 



.80S 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110002185 PICKLE LAKE WPCP 

TREATMENT FACILITY : EXTENDED AERATION 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE OOl 
REPORT DATES 7 NOV S5 



MUNICIPALITY : PICKLE LAKE 

REGION : 06 NORTHWESTERN 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0,909 1000 H5 DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 
< FLOW DATA x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



325 
325 

100.0 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 



HG/L 



MG/L 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L y. 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L 



KG 



JAN 


7.023 


.226 


.251 


FfB 


6.990 


.241 


.286 


WW 


7.*77 


.241 


.334 


APR 


11.310 


.377 


.589 


HAY 


12.187 


.393 


.480 


JUM 


15.392 


.513 


.713 


JUL 


15.946 


.514 


.663 


AM 


16.640 


.537 


.640 


SEP 


10.900 


.363 


.486 


OCT 


9.689 


.312 


.429 


NOV 


8.185 


.272 


.368 


BEC 


8.692 


.286 


.374 



14 


1.5 


69 




38 


11.3 


70 


.1 


1.2 


1.96 


- 


17 


2.2 


87 


.1 


22 


12.5 


43 




1.0 


1.85 


- 


19 


.9 


95 


.1 


30 


4.0 


86 


.1 


1.1 


1.70 


- 


10 


.8 


92 


.1 


20 


2.0 


90 


.2 


.9 


1.50 


- 


27 


3.5 


87 


.2 


35 


2.5 


92 


.3 


1.5 


1.40 


6 


30 


5.5 


81 


.3 


38 


4.0 


89 


.5 


1.3 


1.50 


- 


11 


.8 


92 


.1 


21 


2.0 


90 


.3 


1,2 


1.63 


- 


23 


5.9 


74 


.2 


35 


1.0 


97 


.5 


1.3 


2.60 


- 


28 


1.3 


95 


.2 


50 


3.5 


93 


.5 


1.5 


1.90 


- 


11 


1.0 


90 




30 


3.3 


89 


.2 


1.2 


1.56 


- 


15 


3.1 


79 




25 


20.0 


20 




1.2 


1.75 


- 


32 


1.1 


96 


.2 


45 


6.0 


86 


.3 


1.6 


1.20 


25 



.001 



.004 



TOTAL 

130.631 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.35« 



.713 



19 2.3 88 



26 26 



2.3 



32 6.0 79 



M t6 



3.5 



1.2 1.71 IS 



M 25 



.005 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
NORKS NUtfflER : 110001131 RED LAKE WPCP 

TREATMENT FACILITY : EXTENDED AERATION 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY i 2.463 1000 N3 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 27 DEC 85 



DESIGN BODS 



204.0 MG/L 



MUNICIPALITY : RED LAKE 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



DESIGN SUSP. SOLIDS : 200.0 MG/L 



2,165 

1,945 

89.3 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 

JAN 58.900 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 

'TOTAL 

AVERAGE 

MAXIMUM 

NO. OF SAMPLES 

230 



54,877 
61.868 
59.924 
57.675 
63.650 
58.137 
59.847 
52.772 
57.700 
60.510 
57.660 

703.520 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-><- 



AVG DAY 

1000 M3 

/DAY 



1.900 
1.892 
1.996 
1.997 
1.860 
2.180 
1.870 
1.930 
1.760 
1.860 
2.017 
1.860 



1.927 



MAX DAY PEAK RT 
1000 M3 1000 M3 
/DAY /DAY 



2.258 
2.882 
2.570 
2.302 
3.158 
2.412 
2.936 
2.259 
2.601 
2.827 
2.180 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



SUSPENDED SOLIDS ><- 

REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L 'A KG 



TOTAL PHOSPHORUS — -> 

REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



100 


3.0 


97 


5.7 


115 


8.7 


92 


6.2 


4.3 


2,20 


48 


.124 


88 


4.0 


95 


4.6 


95 


10,0 


89 


4.6 


4.9 


1.70 


65 


.176 


91 


4.6 


94 


5.3 


115 


11.0 


90 


6.4 


3.7 


1.70 


54 


.124 


87 


2.5 


97 


5.0 


205 


7.0 


96 


11. a 


4.0 


1,55 


61 


.147 


7a 


5,1 


93 


4.2 


103 


6.0 


94 


5.5 


3.8 


1.80 


52 


.115 


£03 


6.2 


93 


6.1 


215 


7,3 


96 


13.2 


3.2 


1.46 


54 


.111 


W 


3.9 


95 


5.2 


130 


4.5 


96 


7.2 


5.0 


2.90 


42 


.122 


S3 


5.0 


93 


4.6 


145 


4.0 


97 


8.4 


3.7 


2.10 


43 


.096 


t2 


2.0 


97 


4.2 


127 


8.5 


93 


6.2 


4.6 


2.00 


56 


.137 


M 


2.3 


97 


5.2 


113 


8.6 


92 


6.0 


4.0 


1.70 


57 


.133 


«4 


4.4 


93 


3.9 


95 


7.0 


92 


5.3 


3.9 


1.35 


65 


.154 


76 


5.0 


93 


4.0 


80 


8.3 


89 


4.1 


2.7 


1,27 


52 


.062 



SA.5 



85. 5 



1.521 



3.158 



87 4 . Q 95 



24 25 



128 7.5 93 



23 25 



3.9 1.81 54 



tZ 25 



ONTARIO HINISTRY OF THE ENVIRONMEMT 

SEWAGE TREATMENT 
WORKS NUMBER : 110002112 SCHREIBER WPCP 

TREATMENT FACILITY : EXTENDED AERATION 

CONTACT STABILIZATION 
CONVERTIBLE OPERATING MODE 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.136 1000 MS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : SCHREIBER 

REGION ; 06 NORTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED t 
PERCENT SERVED : 



1,875 

1,865 

99.'* 



DESIGN BODS 



170.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/8* 



JAN 


13 


432 


FEB 


It 


'i53 


MAR 


1* 


096 


APR 


15 


999 


MAY 


26 


561 


JUN 


25 


'174 


JUL 


17 


999 


AUG 


21 


917 


SEP 


22 


583 


OCT 


23 


5<i0 


NOV 


26 


883 


DEC 


26 


.483 



FLOW DATA 



— x-BIOCHEMlCAL OXYGEN DEMAND->< SUSPENDED SOLIDS — ><- 



TOTAL PHOSPHORUS > 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 H3 

/DAY /DAY /DAY 



430 


.525 


498 


.691 


455 


.576 


533 


.672 


857 


1.077 


849 


1.181 


581 


.849 


707 


.841 


753 


.791 


759 


1.450 


896 


1.810 


854 


1.148 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y, KS 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Y. KG 



107 


26.5 


75 


1.0 


155 


22.5 


85 


1.7 


6.2 


1.60 


70 


.059 


89 


5.1 


94 


1.2 


125 


12.5 


90 


1.6 


6.5 


1.85 


71 


.067 


120 


11.0 


90 


1,5 


150 


9.0 


94 


1.9 


6.1 


2.05 


66 


.057 


120 


52.5 


56 


1.0 


170 


37.5 


77 


2.1 


6.9 


2.45 


64 


.071 


60 


18.0 


70 


1.1 


85 


15.0 


82 


1.8 


5.8 


1.50 


74 


.114 


67 


8.1 


87 


1.5 


110 


8.0 


92 


2.5 


5.9 


.99 


83 


.125 


82 


31.5 


61 


.9 


100 


11.0 


89 


1.6 


5.5 


1.20 


78 


.077 


82 


6.9 


91 


1.6 


138 


16.7 


87 


2.6 


4.5 


1.96 


56 


.056 


94 


37.7 


59 


1.2 


95 


27.5 


71 


1.5 


7.0 


5.05 


27 


.044 


78 


15.5 


80 


1.4 


130 


27.5 


78 


2.4 


5.1 


2.20 


56 


.068 


94 


14.0 


85 


2.1 


125 


17,5 


86 


2.8 


5.6 


1.54 


72 


.109 


110 


47.0 


57 


1.6 


160 


20.0 


87 


3.7 


6.4 


2.90 


54 


.093 



TOTAL 

249.420 



AVERAGE 



.(Ml 



91 22.8 75 



16.6 



128 18.7 85 



26.7 



5.9 2.12 64 



.MO 



MAXIMUM 



NO. OF SAMPLES 



1.810 



22 24 



22 24 



M 24 



231 



232 



I 



HIGH RATE PLANTS I 



233 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



234 



nft,;..,, , fd. 



REGION 1 - . 

SOUTHWESTERN * 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
MEAFOfy) WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000445 



TREATMENT FACILITY : HIGH RATE 



MUNICIPALITY : HEAFORO 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,337 

3,939 

90.8 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3.909 1000 H3 DESIGN BODS : 400.0 H6/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 



< 

TOTAL 

VOLUME 
DATE 1000 M3 

JAN/84 -DEC/84 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 



INFLUENT EFFLUENT 
MG/L HG/L X 



1000 INFLUENT EFFLUENT 



KG 



HG/L 



MG/L y. 



REDUCTION 
1000 
KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



JAN 


73.769 


2.380 


2.983 


5,680 


82 


13.2 


83 


5.0 


106 


9.6 


90 


7.1 


4.7 


2.32 


50 


.176 


FEB 


123.549 


4.260 


9.130 


12.500 


38 


13.4 


64 


3.0 


58 


31.3 


46 


3.2 


3.9 


2.35 


39 


.192 


MAR 


110.021 


3.S49 


6.881 


10.000 


58 


21.1 


63 


4.0 


91 


14.5 


84 


8.4 


3.2 


1.80 


43 


.154 


APR 


110.738 


3.691 


5.681 


10.230 


62 


13.1 


78 


5-4 


104 


7.4 


92 


10.6 


3.9 


1.80 


53 


.233 


ntx 


94.003 


3.032 


4.709 


9.5S0 


98 


9.0 


90 


8.3 


144 


5.7 


96 


13.0 


5.4 


2.50 


S3 


.273 


JUN 


78.169 


2.606 


3.506 


7.280 


63 


9.6 


84 


4.1 


117 


4.7 


95 


8.7 


4.4 


2.00 


54 


.188 


JUL 


72.224 


2.329 


3.675 


10.450 


59 


5.6 


90 


3.8 


114 


3.6 


96 


7,9 


5.2 


2.88 


44 


.168 


Aue 


75.951 


2.450 


3.928 


10.900 


84 


5.7 


93 


5.9 


139 


3.4 


97 


10.2 


5.8 


2.65 


54 


.239 


SEP 


92 . 586 


3.086 


6.157 


15.400 


60 


10.0 


83 


4.6 


133 


10.5 


92 


11.3 


3.6 


1.76 


51 


.170 


OCT 


63 . 778 


2.057 


2.646 


6.000 


96 


4.3 


95 


5.8 


111 


1.9 


98 


6.9 


4.3 


2.60 


39 


.108 


MOV 


98.299 


3.277 


5,350 


7.400 


167 


6.0 


96 


15.8 


56 


4.0 


92 


5.1 


3.6 


1.40 


61 


.216 


DEC 


99.043 


3,194 


7,715 


9.800 


62 


10.0 


83 


5.1 


74 


4.9 


93 


6.8 


3.6 


1.67 


53 


.191 



TOTAL 

1092.130 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



2.993 



9.130 15.400 



77 10. 84 



27 25 



71.3 



103 8.4 89 



27 25 



99.8 



4.3 2 . 14 50 



2« 24 



2.308 



237 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 



238 



REGION 2 
WEST CENTRAL 



{ 



239 
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ONTARIO MINISTRY OF THE ENVIRONHENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001033 HESPELER WPCP 



TREATMENT FACILITY : HIGH RATE 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY HONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV »5 



MUNICIPALITY : CAMBRIDGE (HESPELER) 
REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



76, SOS 

10,110 

13.2 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 9.319 1000 M3 DESIGN B0D5 260.0 MG/L DESIGN SUSP. SOLIDS 215.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 






REDUCTION 






REDUCTION 








REDUCTION 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


INFLUENT 


EFFLUENT 


1000 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


HG/L 


MG/L 


'/. 


KG 


HG/L 


MG/L 


v. 


KG 


MG/L 


MG/L 


•/. 


KG 


JAN/84-DEC/84 


































JAN 


i-ig.rso 


4.830 


5.730 


16.800 


87 


41.0 


52 


6.8 


93 


19.9 


76 


10.9 


3.1 




.67 


78 


.364 


FEB 


169.420 


5.842 


9.550 


19.000 


77 


24.1 


68 


8.9 


74 


21.4 


71 


8.9 


2.7 




.15 


94 


.432 


MAR 


175.920 


5.670 


7.240 


18.600 


66 


14.1 


78 


9.1 


82 


19.7 


7S 


10.9 


2.7 




.43 


64 


.399 


APR 


172.930 


5.700 


6.920 


19.500 


82 


21.5 


73 


10.4 


84 


22.7 


72 


10.6 


2.3 




.52 


77 


.308 


MAY 


182.970 


5.900 


7 . 270 


19.100 


102 


30.3 


70 


13.1 


84 


40.7 


51 


7.9 


2.4 




.92 


61 


.271 


JUN 


186.730 


6.220 


7.860 


19.100 


95 


31.5 


66 


11.8 


129 


52,4 


59 


14.3 


6.8 




.96 


85 


1.091 


JUL 


152,910 


4.930 


6.670 


19.100 


117 


32.0 


72 


12.9 


102 


20.3 


80 


12.4 


3.6 




.74 


79 


.437 


AUG 


159.660 


5.150 


6.140 


19.500 


85 


36.4 


57 


7.7 


127 


26.2 


79 


16.0 


3.2 




00 


68 


.351 


SEP 


159.850 


5.330 


8.120 


19.500 


96 


45.0 


53 


8.1 


84 


33.0 


60 


8.1 


3.7 




90 


48 


.288 


OCT 


158.650 


5.120 


6.310 


19.100 


95 


23.5 


75 


11.3 


110 


19.3 


62 


14.3 


4.5 




IS 


74 


.531 


NOV 


I'is.goo 


4.960 


5.630 


19.100 


115 


40.2 


65 


11.1 


146 


26.5 


81 


17,7 


5.1 




50 


70 


.536 


DEC 


139.9'»0 


4.510 


5,710 


19.500 


71 


29.0 


59 


5.8 


119 


31.4 


73 


12.2 


3.7 




08 


70 


.367 



TOTAL 

1957.610 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



5,347 



9.550 19.500 



90 30.7 66 



48 46 



117.6 



102 27.7 72 



48 46 



144.8 



3.6 .91 74 



4« 50 



5.375 



241 
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SOUTHEASTERN REGION (4) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 
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REGION 4 
SOUTHEASTERN 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000971 CARLETON PLACE WPCP 



TREATMENT FACILITY : HIGH RATE 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



MUNICIPALITY : CARLETON PLACE 
REGION : 04 SOUTHEASTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED J 



5,776 

5,721 

99.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : S.4S5 1000 M3 DESIGN BODS : 108.0 MG/L DESIGN SUSP. SOLIDS : 126.0 MG/L 
< FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS ><-— TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 H3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 


JAN/B«i-DEC/'84 








JAN 


186.800 


6.000 


6.500 


12.000 


FEB 


187.952 


6.461 


9.900 


11.600 


MAR 


166.118 


5.358 


6.900 


10.200 


APR 


185.179 


6.173 


8.800 


12.000 


MAY 


22<t.075 


7.228 


9.200 


11.000 


JUM 


174. 5-12 


5.800 


6.500 


11.600 


JUL 


136.546 


4.405 


5.200 


10.400 


AUG 


153.98 6 


4.967 


6.900 


9.700 


SEP 


137.754 


4.592 


4.900 


9.600 


OCT 


149.831 


4.833 


6.000 


9.100 


NOV 


172.031 


5.734 


5.900 


12.100 


DEC 


173.025 


5.581 


7.700 


11.400 



MG/L 



MG/L 



REDUCTION 
1000 
f. KG 



60 


22.0 


63 


7.0 


34 


22.5 


33 


2.1 


45 


39.5 


12 


.9 


33 


9.0 


72 


4.4 


26 


17.5 


32 


1.9 


75 


2.1 


97 


12.7 


22 


1.6 


92 


2.7 


46 


7.0 


84 


6.0 


68 


13.0 


80 


7.5 


56 


21.5 


61 


5.1 


72 


12.3 


82 


10.2 


42 


19.0 


54 


3.9 



REDUCTION 



INFLUENT EFFLUENT 
MG/L MG/L V. 



1000 INFLUENT EFFLUENT 



KG 



82 


66.0 


19 


2.9 


58 


46.0 


20 


2.2 


47 


70.5 


- 


- 


53 


33.0 


37 


3.7 


43 


45.5 


- 


- 


109 


13.0 


88 


16.7 


45 


12.0 


73 


4.5 


39 


13.0 


66 


4.0 


88 


18.8 


78 


9.5 


94 


35.5 


62 


8.7 


42 


17.3 


58 


4.2 


56 


27.5 


50 


4.9 



MG/L 



MG/L v. 



REDUCTION 
1000 
KG 



2.1 


2.40 


- 


- 


1.8 


1.93 


- 


- 


2.2 


1.60 


27 


.100 


1.5 


1.30 


13 


.057 


1,7 


1.43 


15 


.061 


3.0 


.90 


70 


.367 


1.7 


.49 


71 


.165 


1.5 


.49 


67 


.156 


2.5 


.73 


70 


.244 


2.6 


1.01 


61 


.238 


3.8 


1.34 


64 


.423 


3.7 


1.91 


48 


.310 



TOTAL 

2047.839 

AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



5.596 



9.900 12.100 



48 15.5 64 



26 



25 



65.0 



65 33 . 1 55 



2« 



25 



61.6 



2.3 1.29 51 



219 219 



2 . 101 
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OXIDATION DITCHES I 



247 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 
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REGION 1 - 

SOUTHWESTERN ' 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATHENT 
MORKS NUMBER : 110001907 PAISLEY WPCP 

TREATMENT FACILITY : OXIDATION DITCH 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : PAISLEY 

REGION ; 01 SOUTHWESTERN 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.701 1000 M3 DESIGN BODS : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 HG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEHAND-><— SUSPENDED SOLIDS ---><— TOTAL PHOSPHORUS 



1,049 

653 

62.2 





TOTAL 




VOLUME 


DATE 


1000 M3 


JAN/8'i-DEC/8'» 


JAN 


9.090 


FEB 


13.160 


MAR 


10.436 


APR 


9.375 


MAY 


9.0<t0 


JUN 


S.540 


JUL 


9.064 


AUG 


7.754 


SEP 


8.716 


OCT 


7.890 


NOV 


9.534 


DEC 


10.058 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 M3 lOCO M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L / KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L '/. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



303 


.325 


45-* 


1.050 


337 


.564 


312 


.479 


29Z 


.492 


284 


.365 


292 


.385 


249 


.320 


290 


.347 


254 


.320 


311 


.409 


524 


.724 



96 


10.3 


89 


.7 


171 


12.0 


92 


1.4 


5.5 


.75 


86 


.043 


99 


5.5 


94 


l.Z 


207 


9.6 


95 


2.5 


6.8 


.37 


94 


.085 


1« 


6.9 


93 


1.0 


165 


10.7 


95 


1.6 


4.8 


.30 


93 


.047 


119 


4.8 


95 


1.0 


148 


5.8 


96 


1.3 


6.5 


2.40 


63 


.038 


95 


8.0 


91 


.7 


92 


3.3 


96 


.8 


5.3 


.10 


98 


.047 


ise 


2.1 


96 


1,2 


190 


1.8 


99 


1.6 


7.3 


.10 


98 


.061 


84 


2.1 


97 


.7 


133 


3.4 


97 


1.1 


6.1 


.20 


96 


.053 


89 


1.5 


98 


.6 


119 


2.1 


98 


.9 


6.6 


.50 


92 


.047 


1S3 


2.0 


98 


1.3 


201 


6.0 


97 


1.7 


9.0 


.80 


91 


.071 


149 


1.6 


98 


1.1 


222 


1.7 


99 


1.7 


6.9 


.60 


91 


.050 


112 


3.4 


96 


1.0 


121 


3.3 


97 


1.0 


5.6 


.23 


95 


.050 



TOTAL 

112.437 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



250 



.309 



1.050 



115 4.3 95 



23 23 



11.0 



160 5.4 96 



23 23 



16.0 



6.4 .57 91 



23 23 



.592 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWftGE TREATMENT - PERFORMANCE REPORT 
SOUTHAMPTON WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001453 

TREATMENT FACILITY : OXIDATION DITCH 



MUNICIPALITY : SOUTHAMPTON 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,732 

2,6S0 
98.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 3.0« 1000 MS DESIGN B0D5 : 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS ><-— TOTAL PHOSPHORUS > 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<«-DEC/8'!j 



AVG DAY MAX DAY PEAK RT 

1000 M3 1000 M3 1000 M3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L 7. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 



MG/L 



MG/L V. 



KG 



REDUCTION 
INFLUENT EFFLUENT lOOO 
HG/L MG/L /. KG 



JSH 


29.092 


.938 


1.010 


3.500 


139 


8.1 


94 


3.8 


76 


9.0 


86 


1.9 


6.1 


2.85 


53 


.095 


FEB 


<»5.«0 


1.566 


2.952 


5.000 


59 


6.8 


88 


2.3 


59 


5.0 


91 


2.4 


2.6 


2.37 


8 


.010 


MAR 


<i4.055 


\.<iZ\ 


2.1« 


4.800 


55 


5.9 


89 


2.1 


43 


6.0 


86 


1.6 


3.6 


1.82 


49 


.078 


APR 


S9.5<i'i 


1.318 


1.583 


4.000 


64 


5.6 


91 


2.3 


67 


8.0 


88 


2.3 


4.2 


2.42 


42 


.070 


tttt 


36.685 


1.151 


1.664 


5.000 


67 


4.3 


93 


2.3 


57 


9.9 


82 


1.7 


3.3 


3.10 


6 


.007 


JUN 


33.505 


1.117 


1.341 


5.900 


79 


4.9 


93 


2.4 


63 


4.5 


92 


1.9 


4.7 


2.96 


37 


.058 


JUL 


36.095 


l.ie'k 


1.294 


5.000 


107 


3.9 


96 


3.7 


87 


2.6 


97 


3.0 


5.9 


3.55 


39 


.085 


AUS 


3<».982 


1.128 


1.356 


S.300 


78 


1.4 


98 


2.6 


79 


2.5 


96 


2.6 


5.4 


4.05 


25 


.047 


SEP 


30.629 


1.021 


1.331 


5.300 


93 


2,5 


97 


2.7 


92 


3.3 


96 


2.7 


2.9 


3.28 


- 


- 


OCT 


27.131 


.875 


1.139 


3.500 


76 


2.2 


97 


2.0 


77 


3.9 


94 


1.9 


5.0 


3.18 


36 


.049 


NOV 


32.919 


1.097 


1.544 


5.800 


85 


3.9 


95 


2.6 


91 


7.5 


91 


2.7 


4.1 


2.30 


43 


.059 


DEC 


3<t.810 


1.123 


1.968 


3.900 


84 


3.4 


95 


2.8 


85 


4.2 


95 


2.8 


4.7 


2.26 


51 


.085 



TOTAL 

424.877 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.160 



2 . 952 5 . 800 



82 4.4 94 



25 24 



32.0 



73 5.5 91 



M 23 



28.0 



4.3 2.84 35 



22 24 



.643 
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WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 
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REGION 2 - I 

WEST CENTRAL ' 
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ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110000301 GRAND VALLEY WPCP 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT DATE'. 7 NOV 85 



TREATMENT FACILITY 



OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : GRAND VALLEY 

REGION : 02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,237 

1,200 

97.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIROmENT 

DESIGN CAPACITY : 0.600 1000 M3 DESIGN B0D5 153.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS -— ><— TOTAL PHOSPHORUS — -> 





TOTAL 




VOLUME 


DATE 


1000 M3 


JAN/8'i-DEC/'84 


JAN 


7.240 


FEB 


18.000 


MAR 


15.280 


APR 


16.080 


MAY 


7.830 


JUN 


7.380 


JUL 


6.300 


AUG 


4.880 


SEP 


5.110 


OCT 


4.780 


NOV 


6.160 


DEC 


9.670 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 H3 1000 H3 

/DAY /DAY /DAY 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MS/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Z KG 



.230 




.318 


.610 


1 


.860 


.490 


1 


.080 


.530 




.980 


.250 




.300 


.250 




.290 


.200 




.250 


.160 




.200 


.170 




.220 


.150 




.180 


.210 




.430 


.210 


1 


.730 



187 


19.8 


89 


1.2 


182 


38.9 


78 


1.0 


8.9 


1.40 


84 


.054 


76 


IS.l 


82 


1.1 


112 


29.8 


73 


1.4 


5.5 


1.00 


81 


.081 


63 


10.2 


83 


.8 


80 


26.6 


66 


.8 


4.6 


.80 


82 


.058 


26 


3.1 


88 


.4 


81 


6.3 


92 


1.2 


1.6 


.40 


75 


.019 


183 


5.9 


96 


1.3 


147 


6.5 


95 


1.1 


10.4 


.55 


94 


.077 


150 


10.6 


92 


1.0 


170 


e.i 


95 


1.1 


8.8 


.50 


94 


.061 


179 


1.5 


99 


1.1 


205 


5.6 


97 


1.2 


8.1 


.54 


93 


.048 


164 


4.7 


97 


.7 


208 


7.9 


96 


.9 


9.6 


.79 


91 


,043 


133 


4.8 


96 


.6 


206 


7.2 


96 


1.0 


8.5 


.61 


92 


.040 


150 


3.6 


97 


.7 


216 


6.9 


96 


.9 


10.4 


.54 


94 


.047 


145 


2.9 


98 


.8 


ISO 


3.5 


97 


.9 


6.8 


.18 


97 


.041 


129 


2.1 


98 


1.2 


143 


6.0 


95 


1.3 


7.5 


.26 


96 


.070 



TOTAL 

108.710 



AVERAGE 



MAXIHIM 



NO. OF SAMPLES 



.297 



1.860 



132 6.8 93 



S7 24 



11.3 



158 12.7 90 



70 71 



13.3 



7.5 .63 89 



24 200 



.639 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY KONITORING INFORMATION SYSTEH 

SEWAGE TREATMENT - PERFORMANCE REPORT 
CAYUGA WPCP 



WORKS NUMBER : 110000089 



TREATMENT FACILITY : OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

HALDIMAND (CAYUGA) 
02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



16,626 
6.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.909 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<--- FLOW DATA - — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS ---><--- TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 MS 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/8'i-DEC/8't 



JAN 


25.808 


.833 


.993 


FEB 


40.811 


1.407 


2.782 


KM 


28.579 


.922 


2.111 


APR 


24.691 


.823 


2.704 


MAY 


17.630 


.569 


1.751 


JIM 


16.169 


.539 


1.950 


JUL 


11.538 


.372 


.845 


AUO 


11.5S3 


.373 


.972 


SEP 


16.880 


.563 


1.544 


OCT 


11.119 


.359 


.438 


NOV 


16.036 


.535 


.943 


DEC 


22.560 


.728 


2.207 



REDUCTION 
INFLUENT EFFLUENT 1000 

MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 

MG/L MG/L X KG 



REDUCTION 
INFLUENT EFFLUENT 1000 

MG/L MG/L V. KG 



59 


3.6 


93 


1.4 


37 


6.7 


81 


.7 


4.6 


.20 


95 


.114 


74 


3.7 


95 


2.8 


60 


6.7 


88 


2.1 


4.4 


.23 


94 


.170 


91 


2.4 


97 


2.5 


101 


9.5 


90 


2.6 


5.4 


.27 


95 


.147 


91 


2.6 


97 


2.1 


123 


22.2 


81 


2.4 


5,5 


.51 


90 


.123 


85 


8.9 


89 


1.3 


130 


11.3 


91 


2.0 


5.1 


.61 


88 


.079 


51 


1.8 


96 


.7 


61 


11.8 


80 


.7 


4.7 


.39 


91 


.070 


78 


1.8 


97 


.8 


113 


13.2 


88 


1.1 


5.3 


.25 


95 


.058 


83 


2.0 


97 


.9 


68 


5.8 


91 


.7 


6.1 


.22 


96 


.068 


104 


2.9 


97 


1.7 


503 


8.9 


98 


8.3 


12.1 


.48 


96 


.196 


120 


1.5 


98 


1.3 


113 


3.8 


96 


1.2 


8,0 


.19 


97 


.087 


130 


1.4 


98 


2.0 


132 


4.5 


96 


2.0 


6.8 


2.00 


70 


.077 


61 


.7 


98 


1.3 


68 


7.8 


88 


1.3 


5.1 


.31 


93 


.108 



TOTAL 

243.404 



AVERAGE 



MAXlrOJM 



NO. OF SAMPLES 



.669 



2.782 



85 2.796 



23 23 



19.4 



125 9.3 89 



23 23 



25.7 



6.0 .47 92 



22 23 



1.297 



255 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORINS INFORMATION SYSTEM 

SEMAGE TREATMENT - PERFORMANCE REPORT 
SKELBURNE MPCP 



MORKS NUMBER : 110000659 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

SHELBURNE 

02 WEST-CENTRAL 



TREATMENT FACILITY 



OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTINUOUS 

EFFLUENT POLISHING 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,972 

'4,000 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2.045 1000 M3 



DESIGN BODS 



200.0 HG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 

TOTAL 
VOLUME 

DATE 1000 H3 

JAN/84-DEC/8'* 



FLOM DATA 



X-8I0CHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS > 



AVG DAY MAX DAY PEAK RT 

1000 H3 1000 MS 1000 H3 

/DAY /DAY /DAY 



JAN 


32.600 


1.100 


1.500 


FEB 


61 . 700 


2.120 


6.200 


MAR 


53.700 


1.730 


4.300 


APR 


57.700 


1.920 


3.500 


MAY 


«.900 


1.400 


1.900 


JUN 


42.500 


1.400 


1.900 


JUL 


37.400 


1.200 


1.500 


AUG 


34 . 900 


1.100 


1.900 


SEP 


41.300 


1.400 


2.400 


OCT 


37.900 


1.200 


1.600 


NOV 


44.500 


1.500 


2.700 


DEC 


46.900 


1.500 


4.400 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L V. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L Z KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L '/. KG 



U2 


8.8 


92 


3.3 


171 


10.1 


94 


5.2 


15.0 


.80 


94 


.463 


124 


4.0 


96 


7.4 


178 


13.0 


92 


10.1 


6.5 


.80 


67 


.352 


« 


6.1 


93 


4.7 


233 


10.1 


95 


11.9 


10.4 


.70 


93 


.521 


74 


1.7 


97 


4.1 


155 


6.2 


96 


8.5 


4.0 


.50 


87 


.202 


W 


1.5 


98 


4.1 


136 


3.0 


97 


5.7 


7.3 


.60 


91 


.287 


1«5 


1.3 


98 


4.4 


239 


1.5 


99 


10.0 


9.0 


.48 


94 


.362 


129 


.9 


99 


4.7 


255 


2.7 


98 


9.4 


8.0 


.50 


93 


.281 


142 


.9 


99 


4.9 


180 


1.2 


99 


6.2 


8.8 


.58 


93 


.267 


12» 


1.0 


99 


5.2 


205 


1.7 


99 


8.3 


7.9 


.54 


93 


.304 


lU 


1.0 


99 


4.1 


201 


l.S 


99 


7.5 


7.2 


.60 


91 


.250 


isa 


1.2 


99 


6.6 


245 


2.3 


99 


10.8 


8.5 


.53 


93 


.355 


iia 


2.1 


98 


5.4 


181 


4.2 


97 


8.2 


7.3 


.S3 


92 


.318 



"TOTAL 

534 . 000 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.464 



6.200 



lis 2.5 97 



3S 24 



59.4 



198 4.8 97 



73 68 



102.4 



8.3 .59 92 



22 157 



3.982 



256 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 110001211 ST. JACOBS PV WPCP 



TREATMENT FACILITY : OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WOOLWICH (ST. JACOBS) 
02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



16,36S 

1,174 

7.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.954 lOOO MS DESIGN BODS : 310.0 MG/L DESIGN SUSP. SOLIDS '. 200.0 MG/L 

<___ FLOW DATA — -x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS --->< TOTAL PHOSPHORUS -— > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 M3 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


/DAY 



JAN/84-DEC/84 



JAN 


20.240 


.652 


.851 


FEB 


42.573 


1.468 


2.903 


MAR 


37.877 


1.221 


2.030 


APR 


X6.218 


1.207 


1.198 


MAY 


25.024 


.807 


1.031 


JUN 


25.748 


.858 


1.434 


JUL 


21.866 


.70S 


.925 


AUG 


19.956 


.643 


.965 


SEP 


25.624 


.854 


1.258 


OCT 


26.515 


.855 


.969 


WV 


28.162 


.939 


1.252 


DEC 


SO. 110 


.971 


1.711 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L HG/L /. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



157 


9.2 


94 


2.9 


142 


26.0 


81 


2.3 


6.4 


1.50 


76 


.099 


98 


8.6 


91 


3.8 


128 


44.0 


65 


5.5 


3.7 


.80 


78 


.123 


99 


9.1 


90 


3.4 


110 


33.1 


69 


2.9 


2.1 


.51 


75 


.060 


147 


3.6 


97 


S.l 


120 


19.0 


84 


3.6 


2.5 


.50 


80 


.072 


189 


6.8 


96 


4.5 


121 


26.0 


78 


2.3 


3.2 


.47 


85 


.068 


140 


5.1 


96 


3.4 


119 


3.1 


97 


2.9 


5.5 


1.00 


81 


.116 


126 


1.4 


98 


2.7 


128 


20.0 


84 


2.3 


5.9 


.98 


83 


.108 


51 


3.3 


93 


.9 


110 


26.9 


75 


1.6 


6.9 


1.60 


76 


.106 


50 


5.6 


88 


1.1 


116 


23.1 


80 


2.3 


4.4 


.82 


81 


.092 


652 


9.9 


98 


17.0 


561 


56.0 


90 


13.3 


2.6 


.34 


86 


.060 


352 


15.1 


95 


9.4 


272 


40.0 


85 


6.5 


2.9 


.55 


81 


.066 


156 


5.8 


96 


4.5 


132 


18.2 


86 


3.4 


2.8 


.39 


86 


.073 



TOTAL 

339.913 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.932 



2.903 



184 6.9 94 



34 34 



59.2 



171 27.9 81 



162 160 



47.6 



*.0 .78 81 



174 in 



1.043 



257 




CENTRAL REGION (3) 

REGIONAL OFFICE 

TORONTO 

7 Overlea Blvd. 

416-424-3000 



258 



REGION 3 - I 

CENTRAL * 



250 



ONTARIO MINISTRY OF THE ENVIRONMENT 

SEWAGE TREATMENT 
WORKS NUMBER : 11000161Z FENELON FALLS WPCP 



TREATMENT FACILITY : OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTINUOUS 



UTILITY MONITORING INFORMATION SYSTEM 
PERFORMANCE REPORT 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MUNICIPALITY : FENELON FALLS 
REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,681 
1,790 
106.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.000 1000 M3 DESIGN B0D5 : 170.0 HG/L DESIGN SUSP. SOLIDS : ZOO.O MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAN0->< SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 




VOLUME 


1000 H3 


1000 M3 


1000 M3 


DATE 


1000 H3 


/DAY 


/DAY 


/DAY 



JAN/8'i-DEC/8'i 



JAN 


18.580 




.600 


.800 


1.960 


FEB 


35.970 


1 


.240 


2.040 


3.320 


MAR 


39.030 


1 


.260 


2.540 


3.190 


APR 


35.020 


1 


.170 


2.010 


2.680 


MAY 


28.200 




.910 


1,430 


2.380 


JUN 


21.290 




.710 


.830 


1.910 


JUL 


23.650 




.760 


.860 


1.960 


AUG 


22.900 




.740 


1.200 


2.250 


SEP 


21 . 900 




.730 


1.010 


2.130 


OCT 


19.210 




.620 


.730 


1.910 


NOV 


22.900 




.760 


1.770 


2.090 


DEC 


24.450 




.790 


1.680 


7.480 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L /. KG 



120 


7.3 


93 


2.0 


100 


15.5 


84 


5.0 


86 


21.0 


75 


2.5 


60 


16.6 


79 


2.2 


80 


11.2 


86 


1.9 


74 


2.7 


96 


1.5 


87 


12.2 


85 


1.7 


114 


3.0 


97 


2.5 


155 


9.9 


93 


S.l 


104 


4.6 


95 


1.9 


75 


13,7 


81 


1.4 


116 


10.0 


91 


2.6 



REDUCTION 

INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L y. KG 



74 


9.4 


67 


1.2 


5.6 


.66 


88 


.092 


68 


17.9 


73 


1.8 


5.3 


.60 


86 


.169 


85 


11.3 


86 


2.8 


3.6 


.30 


91 


.129 


101 


15.3 


84 


3.0 


4.7 


.76 


83 


.138 


84 


8.5 


89 


2.1 


3.1 


1.00 


67 


.059 


103 


8.7 


91 


2.0 


5.0 


.52 


89 


.095 


72 


13.4 


81 


1.3 


6.2 


1.32 


78 


.115 


146 


6.3 


94 


3.1 


5.5 


.72 


86 


.109 


115 


5.3 


95 


2.4 


6.0 


.50 


91 


.120 


97 


8.5 


91 


1.7 


5.0 


.13 


97 


.094 


53 


20.8 


60 


.7 


3.2 


.54 


63 


.061 


154 


15.9 


89 


3.3 


4.0 


3.34 


16 


.016 



■^OTAL 

313.100 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.858 



2.540 7.480 



99 10.6 88 



12 12 



26.7 



96 11.9 85 



12 12 



25.7 



4.7 .86 80 



12 12 



1.197 



260 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
HASTINGS WPCP 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER = 1X0001827 



TREATMENT FACILITY : OXIDATION DITCH 

• PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : HASTINGS 

REGION ; 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



959 

962 

100.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.059 1000 M3 DESIGN BODS : 0.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA X-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ->< TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


MAX DAY 


PEAK 


RT 


VOLUME 


XOOO H3 


1000 H3 


1000 


M3 


1000 K3 


/DAY 


/DAY 


/DAY 





JAN/8'i-DEC/8<i 



JAN 


11.966 


.336 




.386 


FEB 


23.228 


.801 


1 


.522 


MAR 


22.488 


.725 


1 


.147 


APR 


26.260 


.875 


1 


.938 


HAY 


20.324 


.656 


1 


.184 


JUN 


9.367 


.312 




.630 


JUL 


11.966 


.386 




.386 


AUG 


11.966 


.386 




.380 


SEP 


21.176 


.706 




.940 


OCT 


15 . 174 


.489 




.631 


NOV 


21.506 


.717 




.902 


DEC 


18.935 


.611 




.866 



REDUCTION 
INFLUENT EFFLUENT 1000 



H6/L 



MG/L 



KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V, KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L V. KG 



55 


10.9 


79 


.5 


73 


14.8 


79 


.6 


2.1 


.90 


57 


.014 


21 


14.4 


31 


.1 


24 


16.9 


29 


.1 


1.1 


.60 


45 


.012 


18 


5.1 


71 


.2 


19 


9.6 


49 


.2 


1.1 


.18 


83 


.021 


25 


2.5 


90 


.5 


30 


6.6 


78 


.6 


1.5 


.25 


83 


.033 


24 


3.1 


87 


.4 


18 


5.3 


70 


.2 


1.4 


.24 


82 


.024 


14 


1.3 


90 


.1 


11 


10.5 


4 




1.9 


.60 


57 


.010 


13 


1.7 


86 


.1 


39 


7.9 


79 


.3 


1.2 


.82 


31 


.005 


28 


5.1 


81 


.2 


23 


6.0 


73 


.2 


2.2 


.33 


85 


.022 


25 


1.5 


94 


.4 


129 


9.6 


92 


2.5 


1.4 


.78 


44 


.015 


21 


6.2 


70 


.2 


22 


10.1 


54 


.1 


1.3 


.51 


60 


.012 


10 


1.8 


82 


.1 


13 


7.8 


40 


.1 


1.3 


.75 


42 


.012 


27 


1.0 


96 


.4 


42 


7.7 


81 


.6 


1.5 


.85 


43 


.012 



TOTAL 

214.356 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.938 



23 4.5 80 



16 16 



3.8 



36 9.4 61 



1.6 1« 



5.9 



1.5 .58 59 



16 15 



.190 



261 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

SEWAGE TREATMENT - PERFORMANCE REPORT 
NORWOOD HPCP 



WORKS NUMBER : 110001499 



TREATMENT FACILITY : OXIDATION DITCH 

PHOSPHORUS REMOVAL-CONTI^aJOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY ! 0.7Z7 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE; 7 NOV 85 

NORWOOD 
03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,240 

1,0M 

85.8 



DESIGN BODS 



ZOQ.O M6/L 



DESIGN SUSP. SOLIDS 



250.0 MG/L 



< — 


FLOW 


DATA 


— 


TOTAL 


AVG DAY 


MAX DAY 


PEAK RT 


VOLUME 


1000 H3 


1000 M3 


1000 H3 


1000 H3 


/DAY 


/DAY 


/DAY 



x-BIOCHEMICAL OXYGEN DEMAND- >< SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 



JAN/e-i-OEC/S* 
JAN 12.776 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



16.967 
19.324 
28.126 
23.446 
IS. 488 
13.659 
15.459 
16.135 
14.473 
13.289 
14.162 



.412 


.446 


2.220 


.585 


.793 


2.320 


.623 


.792 


2.320 


.938 


1.148 


2.320 


.756 


.888 


2.220 


.516 


.601 


2.050 


.441 


.465 


2.200 


.499 


.645 


2.200 


.538 


.572 


2.000 


.467 


.530 


2.090 


.443 


.SOO 


2.270 


.457 


.513 


2.180 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L HG/L v. KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
HG/L MG/L A KG 



REDUCTION 
INFLUENT EFFLUENT 1000 
MG/L MG/L v. KG 



25 


12.9 


48 


.1 


16 


24.0 


- 


- 


2.0 


1.00 


50 


.013 


44 


8.7 


SO 


.5 


19 


15.4 


18 




1.3 


1.20 


7 


.002 


169 








140 








4.3 








51 


3.2 


93 


1.3 


68 


6.5 


90 


1.7 


3,1 


.58 


81 


.071 


32 


2.4 


92 


.6 


19 


3.3 


82 


.3 


1.2 


.87 


27 


.008 


73 


.8 


98 


1.1 


58 


2.9 


95 


.8 


5.2 


.41 


92 


.074 


40 


1.3 


96 


.5 


36 


2.4 


93 


.4 


2.0 


.44 


78 


.021 


62 


1.6 


97 


.9 


79 


4.3 


94 


1.1 


5.9 


.51 


91 


.083 


19 


1.7 


91 


.2 


28 


4.4 


84 


.5 


1.7 


.54 


68 


.019 


65 


1.8 


97 


.9 


79 


3.7 


95 


1.0 


4.0 


.48 


88 


.051 


32 


6.3 


80 


.3 


42 


10.9 


74 


.4 


2.4 


1.85 


22 


.007 


94 


3.6 


96 


1.2 


113 


12.8 


88 


1.4 


5.7 


1.00 


82 


.067 



TOTAL 

203.304 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.556 



1.146 2.320 



58 4 . 88 



12 11 



8.1 



58 8.2 81 



12 11 



7.9 



3.2 .80 62 



12 11 



.416 



262 



263 



264 



I 



WASTE STABILIZATION PONDS 

CONVENTIONAL LAGOON CONTINUOUS 
CONVENTIONAL LAGOON SEASONAL 
CONVENTIONAL LAGOON ANNUAL 
EXFILTRATION LAGOON 
LAGOON AND SPRAY 
AERATED CELL PLUS LAGOON 



265 



266 



CONVENTIONAL LAGOON CONTINUOUS 



267 




SOUTHWESTERN REGION (1) 



REGIONAL OFFICE 



LONDON 

985 Adelaide St, 

519-661-2200 



S. 



268 



REGION 1 - . 

SOUTHWESTERN f 



269 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORM ANCE REPORT 
110000105 CHESLEY LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER 



TREATMENT FACILITY 



CONVENTIONAL LAGOON CONTINUOUS 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : CHESLEY 

REGION ; 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



1,876 
1,676 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.909 1000 M5 DESIGN BODS 170.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

<— - FLOW DATA ---x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS —> 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/SA-OEC/Sii 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 lOOO M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L '/. 



JAN 


17.100 


.552 


1.360 


FEB 


59.980 


2.070 


9.460 


MAR 


S7.570 


1.240 


4.270 


APR 


28 . 594 


.953 


2.801 


MAY 


25 . 966 


.841 


2.800 


JUN 


21.616 


.720 


1.850 


JUL 


18.2<*1 


.585 


1.690 


AUG 


13.DS0 


.422 


X.330 


SEP 


21.860 


.729 


1.220 


OCT 


18.503 


.597 


X.370 


my 


30.769 


.597 


1.998 


BEC 


42.049 


1.356 


5.500 



98 


2.1 


25 


2.5 


76 


3.1 


8 


1.9 


71 


1.6 


37 


4.7 


95 


5.1 




3.8 




3.8 


S2 


2.4 


18 


1.8 


46 


1.8 



INFLUENT EFFLUENT 
MS/L HG/L y. 



148 


2.8 


44 


.9 


31 


5.3 


6 


i.8 


51 


3.3 


75 


«.6 


1«2 


19.4 




2.8 




48.5 


389 


1.8 


IS 


.1 


51 


2.4 



INFLUENT EFFLUENT 
MG/L HG/L X 



5.9 


.60 


1.4 


.80 


4.1 


.63 


1.1 


.17 


2.9 


.30 


2.8 


1.00 


5.0 


.80 




1.10 




1.01 


2.9 


1.00 


2.0 


.67 


2.6 


.68 



TOTAL 



335.148 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.889 



9.460 



S4 2.7 92 



18 17 



97 6.8 94 



10 17 



3.0 .73 74 



10 17 



270 



ONTARIO MINISTRY OF THE ENVIRONMEMT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WIARTON LAGOON 



WORKS NUMBER = 110000819 



TREATMENT FACILITY : CONVENTIONAL LAGOON CONTINUOUS 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WIARTON 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,061 
2.061 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.004 1000 M3 DESIGN SODS : 160.0 M6/L DESIGN SUSP.SOLIDS 200.0 MG/L 

FLOW DATA — x-BIOCHEMICAL OXYGEN DEHAND-x— SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8'i-DEC/8'i 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L y. 



JAN 


55.428 


1.788 


3.245 


55.428 


54 


6.2 


FEB 


89.223 


3.076 


7.114 


89.223 


116 


7.1 


HAR 


77.170 


2.489 


5.053 


77.170 


54 


4.3 


APR 


79.021 


2.634 


3.991 


79.021 


38 


11.8 


MAY 


58.024 


1.871 


3.254 


58 . 024 


62 


13.0 


JUN 


47.864 


1.595 


2.040 


47.864 


60 


13.6 


JUL 


49.529 


1.598 


3.142 


49.529 


64 


25.0 


AU6 


49.554 


1.599 


3.227 


49.554 


76 


30.6 


SEP 


64.254 


2.142 


5.568 


46.905 


28 


36.7 


OCT 


53.509 


1.726 


2.170 




59 




NOV 


SI. 902 


1.730 


4.277 


51.902 


61 


17.0 


SEC 


86.042 


2.776 


7,010 


86.042 


56 


13.4 



INFLUENT EFFLUENT 
MG/L MG/L A 



66 


6.0 




11.0 


52 


7.0 


62 


16.0 


99 


120.0 


77 


49.9 


63 


61.9 


98 


85.1 


28 


120,0 


70 




63 


36.9 


43 


27.3 



INFLUENT EFFLUENT 
MG/L MG/L Y. 



2.3 


1.48 




1.68 


3.0 


.26 


2'5 


.52 


s.r 


.32 


3.« 


.33 


4.4 


.64 


4.7 


1.02 


2.0 


.73 


1.9 




2.7 


,%X 


l.« 


.22 



TOTAL 

761.520 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.085 



7.114 89.223 



60 16.2 76 



13 16 



101 49.1 48 



12 17 



2,» .68 79 



U 17 
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ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WINGKAM LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUHBER : 110000628 

TREATMENT FACILITY : CONVENTIONAL LAGOON CONTINUOUS 

OPERATINS AUTHORITY: KtNISTBY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.604 1000 M3 



MUNICIPALITY •■ WINGHAM 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,931 
2,931 

100.0 



DESIGN BODS 



200.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



<—- . 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<i-DEC/8* 



FLOM DATA 



AVG DAY MAX DAY T, VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



JAN 


55.000 


1.770 


FEB 


111.060 


3.830 


MAR 


111. 540 


3.600 


APR 


139,050 


4.640 


MAY 


87.100 


2.830 


JUN 


61.610 


2.050 


JUL 


51.750 


1.670 


AUG 


40.920 


1.320 


SEP 


51.660 


1.720 


OCT 


47 . 690 


1.540 


NOV 


72.800 


2.430 


DEC 


72.010 


2.320 



-x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 

INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



2.260 55.000 

5.920 111.060 

5.920 111.500 

5.800 139.100 

3.890 87.100 

2.800 61.610 

1.860 51.750 

2.360 40.920 

2.460 51.660 

1.910 47.690 

3.780 72.800 

4.840 72.010 



HG/L y. 



106 


27.0 


42 


10.2 


47 


11.4 


111 


11.9 


255 


11.1 


250 


16.8 


176 


14.6 


95 


20.6 


120 


13.3 


83 


41.0 


91 


9.8 



MG/L 



MG/L 



138 


11.8 


41 


9.9 


68 


11.2 


117 


14.8 


105 


6.2 


177 


26.6 


92 


17.5 


103 


19.1 


124 


7.5 


135 


56.6 


93 


10.4 



TOTAL PHOSPHORUS — > 



INFLUENT EFFLUENT 
MG/L HG/L y. 



4.8 


2.76 


2.7 


1.62 


2.7 


1.75 


4,9 


1.00 


5.0 


1.47 


6.4 


2.62 


5.8 


2.60 


5.6 


2.70 


10.1 


2.62 


10.9 


2.35 


2.1 


2.44 



TOTAL 



902.190 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.477 



5.920 139.100 



US 17.0 82 



11 U 



108 17.4 83 



11 11 



5.5 2.17 58 



11 11 



272 



27^ 




W- 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



274 



REGION 5 - . 

NORTHEASTERN ^ 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
RAHORE LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER 



110001104 



MUNICIPALITY : BLACK R HATKESON(RAMORE) 
REGION : 05 NORTHEASTERN 



TREATMENT FACILITY t CONVENTIONAL LAGOON CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,'i09 
320 
9.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.122 1000 M5 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA -— x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 MS 


/DAY 


JAN/B^-DEC/a^ 




JAN 1.B57 


.060 



JAN 


1.B57 


.060 


FEB 


3.498 


.120 


MAR 


2.S70 


.109 


APR 


6.460 


.210 


MAY 


4.450 


.140 


JUN 


5.270 


.180 


JUL 


5.260 


.180 


AUG 


3.890 


.120 


SEP 


3.540 


.120 


OCT 


3.660 


.120 


NOV 


5.130 


.170 


DEC 


4.914 


.150 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



3.660 
5.130 
4.914 



HG/L 



MG/L •/. 





237 






93 






160 




6.460 


65 


22.5 


12.890 


108 
S5 


10,0 



IM 






76 






109 


33 





90 


9 


9 


331 


15 


9 



INFLUENT EFFLUENT 
MG/L MG/L X 



203 






136 






410 






70 


18 


7 


135 


19 


8 


90 






69 






128 






96 






71 


51 


S 


89 


17 


9 


306 


12 


3 



INFLUENT EFFLUENT 
MG/L HG/L y. 



9.1 






5.7 






8.4 






5.2 


3 


56 


5.0 


3 


58 


4.8 






5.4 






6.5 






4.9 






4.2 


2 


78 


4.7 


3 


07 


16.8 


4 


48 



TOTAL 

51.279 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.140 



12.890 



126 18.2 82 



24 11 



150 24.0 72 



24 11 



6.7 3.49 40 



24 3 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MOHITORINS INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFOimANCE REPORT 
VAL SACNE LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WRKS NUMBER : 120001559 

TREATMENT FACILITY : CONVENTIONAL LAGOON CONTINUOUS 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN capacity : 0.122 1000 H3 



MUNICIPALITY : BLACK R HATHESONCVAL GAG 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,^09 
300 

e.8 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'i 

JAN 

FEB 

NAR 

APR 

MAY 

JUN 

JUL 

AUG 

SEP 

OCT 

NOV 

DEC 



l.<»90 
1.860 
1.251 

2.937 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMANO-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



12.660 



.050 
.060 
.045 

.127 



MG/L 



MG/L y. 



141 




98 


31.0 


117 


ZZ-fi 


110 


11.0 


96 


15.6 


70 




77 




9<i 




253 




88 




95 


6.3 


87 


13.6 



INFLUENT EFFLUENT 
MG/L MG/L y. 



138 




146 


11.0 


95 


11.7 


86 


11.8 


74 


29.7 


78 




106 




120 




230 




112 




117 


5.6 


124 


8.2 



INFLUENT EFFLUENT 
MG/L MG/L y 



6.4 




4.9 


3.15 


4.3 


2.50 


4.2 


.ft6 


4.5 




4.4 




«.4 




t.9 




«.4 




S.2 




5.7 


2.73 


6.9 


2.Zi 



TOTAL 



AVERAGE 



MAXIMUM 



8.538 



NO. OF SAMPLES 



.on 



12.660 



110 16.6 83 



21 12 



118 13.0 85 



21 12 



5.6 2.29 55 



19 S 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ENGLEHART LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER 



110000187 



TREATMENT FACILITY : CONVENTIONAL LAGOON CONTINUOUS 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.909 1000 H3 



MUNICIPALITY : ENGLEHART 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,660 
1,730 
ICi.Z 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/Sii-DEC/e^ 



FLOM DATA 



— _><-BIOCHEMICAL OXYGEN DEHAND-x— SUSPENDED SOLIDS 



AVG DAY 

1000 M3 
/DAY 



JAN 


39.660 


1.270 


FEB 


'17.250 


1.630 


MAR 


48.000 


1.540 


APR 


74.410 


2.500 


HAY 


55.650 


1.800 


JUN 


50.370 


1.700 


JUL 


53.600 


1.730 


AUG 


50.180 


1.610 


SEP 


44.200 


1.470 


OCT 


43.670 


1.400 


NOV 


64 . 000 


2.130 


DEC 


56.650 


1.820 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



1.420 39.660 

1.710 47.250 

1 . 770 48 . 000 

3.100 74.410 

2.400 55.650 

2.200 50.370 

1.810 53.600 

1.960 50.180 

1.880 44.200 

1,760 43.670 

2.260 64.000 

2.010 56.650 



MG/L 



HG/L 



66 


12.5 


29 


15.9 


96 


19.5 


27 


18.8 


78 


8.1 


27 


4.5 


26 


14.3 


54 


6.2 


59 


19.7 


25 


15.8 


61 


12.2 


70 


19.2 



INFLUENT EFFLUENT 



HG/L 



MG/L y. 



76 


10.5 


48 


12.5 


94 


18.9 


58 


17.9 


06 


12.3 


54 


5.3 


29 


11.1 


66 


8.9 


76 


IS.S 


49 


27.1 


77 


11.8 


97 


18.8 



--><-— TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 



MG/L 



MG/L '/. 



4.5 


3.18 


3.1 


1.72 


2.9 


3.15 


4.0 


2.66 


3.7 


1.44 


2.5 


1.66 


1.6 


1.32 


3.4 


1.53 


3.6 


1.74 


1.5 


1.50 


2.6 


1.84 


3.4 


1.81 



TOTAL 



627.640 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1 . 717 



3.100 74.410 



81 13.8 66 



87 zr 



69 14.2 77 



27 27 



3.0 1.96 40 



25 21 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NEH LISKEARS LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 11000051S 

treatment FACILITY : CONVENTIONAL LAGOON CONTINUOUS 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2.895 1000 MS 



MUNICIPALITY : NEM LISKEARD 

REGION : 05 NORTHEASTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



5,368 
6,513 
121.3 



DESIGN BODS 



0.0 HG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8'*-DEC/8<» 



FLOM DATA 



-x-BIOCHEMICAL OXYGEN DEMAND-x— 



SUSPENDED SOLIDS 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 H3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L '/. 



JAN 


80.301 


2.590 


3.142 




114 




FEB 


110.592 


3.813 


7.721 




175 




MAR 


111.713 


3.604 


6.633 




126 




APR 


182.048 


6.068 


9.906 




89 




MAY 


l<i7.SS3 


4.759 


10.244 


247.473 


75 


15.3 


JUN 


161.080 


5.369 


10.505 


242.640 


44 


25.8 


JUL 


120.128 


3.875 


5.586 


137,036 


43 


23.2 


AUG 


I0<t.238 


3.362 


5,441 


127.729 


72 


19.7 


SEP 


82.2'il 


2.741 


3.491 


89,469 


eo 


15.4 


OCT 


Se.ZS'i 


2.762 


3.491 


86.234 


111 


18.8 


NOV 


129,l<i9 


4.305 


10.822 


129.149 


99 


13.5 


DEC 


127.163 


4.102 


6.633 


127.163 







INFLUENT EFFLUENT 
MG/L MG/L 'A 



112 






175 






147 






87 






96 


56 


3 


62 


62 


5 


55 


43 


6 


69 


29 


7 


114 


29 


8 


142 


37 


3 


79 


18 


7 



TOTAL PHOSPHORUS > 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



6.1 




6.» 




5.8 




3.1 




5.5 


2.58 


5.2 


Z.50 


3.7 


1.75 


3.3 


2.30 


4.3 


2.64 


6.2 


3.01 


4.4 


3.13 



TOTAL 

1442.420 

AVERAGE 
MAXIMUM 

'mo. of samples 



3.948 



10.822 247.473 



93 18.8 69 



20 27 



105 39.7 58 



2ft 27 



4.7 2.55 39 



20 21 
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28 



CONVENTIONAL LAGOON SEASONAL 



281 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



282 



REGION 1 

SOUTHWESTERN * 
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ONTARIO MINISTRY OF THE ENVIRONMEHT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
EDGEWATER BEACH LAGOON 



WORKS NUMBER : 110002<i07 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 8S 

ANDERDON (EDGEWATER) 
01 SOUTHWESTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,825 

761 

15.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.613 1000 H3 DESIGN BODS 0.0 H6/L DESIGN SUSP. SOLIDS 0,0 MG/L 

<-— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — X TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 H3 


/DAY 


JAN/84-DEC/84 




JAN 6 . 033 


.195 



MAX DAY T. VOL. TO 

1000 M3 W/COUHSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



JAN 


6.033 


.195 


FEB 


6.619 


.228 


MAR 


9.848 


.318 


APR 


7,978 


.266 


MAY 


6.507 


.210 


JUN 


6.208 


.207 


JUL 


7.554 


.244 


AUG 


7.160 


.232 


SEP 


6.980 


.235 


OCT 


6.634 


.214 


NOV 


6.981 


.233 


DEC 


8.386 


.271 



59.700 
38 . 020 



37.433 



MG/L 

M 

65 

43 

512 

175 

74 

n 

154 

88 
115 
122 



MG/L y. 



1.5 
1.6 



1.9 



INFLUENT EFFLUENT 
HS/L MG/L '/. 



38 
18 
55 

37 3.9 
63 2.7 
46 
20 
75 
61 
64 

90 2.7 
109 



INFLUENT EFFLUENT 
MG/L MG/L y. 



4.9 
4.7 
5.3 

4.2 .07 

6.6 .07 

9.1 
7.5 
34,5 
9.7 
6.1 

7.6 .06 

9.3 



TOTAL 

86.908 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.238 



1S4 1.6 98 



59.700 



11 



10 



56 3.1 94 



12 10 



9.1 .06 98 



12 10 
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ONTARIO MINISTRY OF THE ENVIRONMENT IH-ILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
TARA LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110003237 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : ARRAN (TARA) 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,494 

556 

37.2 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.650 1000 MS DESIGN BODS : Z47.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S'f-DEC/a* 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M5 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L V. 



JAN 


S.096 


.165 


.190 


FEB 


9.870 


.540 


1.157 


MAR 


6.298 


.203 


.557 


APR 


5.166 


.172 


.209 


MAY 


4.787 


.154 


.192 


JUN 


4.801 


.160 


.197 


JUL 


4.577 


.148 


.175 


AUG 


4.667 


.151 


.172 


SEP 


5.252 


.175 


.261 


OCT 


5.210 


.170 


.205 


NOV 


5.402 


.180 


.235 


DEC 


6.144 


.196 


.460 



379 




31 




227 




140 




198 


2.3 


120 




176 




405 




188 




176 




122 


1.5 


103 


2.1 



INFLUENT EFFLUENT 
M6/L MG/L A 



1070 




56 




281 




207 




317 


4.0 


146 




268 




407 




352 




122 




88 


2.9 


93 


Z.5 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



15.8 




2.0 




10.8 




9.8 




7.5 


.07 


8.0 




6.8 




12.3 




8.9 




8.7 




4.5 


.11 


4.7 


.18 



TOTAL 

67.270 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.1«5 



1.157 



188 1.9 98 



12 14 



283 3.1 97 



12 14 



8.3 .12 97 



U Vk 
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ONTARIO MINISTRY OF THE ENVIRONHEHT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
AYLMER LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : X10000891 



TREATHEMT FACILITY : CONVENTIONAL LAGOON SEASONAL 

PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY t MINISTRY OF THE ENVIROHMENT 
DESIGN CAPACITY : 2.432 1000 M3 



MUNICIPALITY : AYLHER 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



5,127 
5,127 

100.0 



DESIGN BODE 



266.0 N6/L 





<--- 


FLOW 


DATA 




TOTAL 


AVG DAY 


MAX DAY 




VOLUME 


1000 M3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


JAN/8^-DEC/M 






JAN 


lie. 100 


3.580 


4.330 


FEB 


178.700 


6.380 


14 . 700 


MAR 


180.000 


6.000 


9.070 


APR 


191.500 


6.180 


7.270 


MAY 


145.100 


4.530 


6.150 


JUN 


1Z3.800 


4.780 


6.430 


JUL 


144.300 


4.370 


6.030 


AUG 


100.300 


3.340 


4.300 


SEP 


101.900 


3.510 


4.450 


OCT 


87 . 500 


2.920 


3.350 


NOV 


122.600 


4.090 


5.780 


DEC 


132.600 


4.280 


6.470 



-x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS 
E INFLUENT EFFLUENT INFLUENT EFFLUENT 



DESIGN SUSP. SOLIDS 0.0 MG/L 

-X— TOTAL PHOSPHORUS — > 



•7 




144 


21.4 


100 


44.6 


55 


17.3 


X12 


U.3 


99 


22.3 


M 


11.7 


4«e 


X5.S 


67 


n.i 


1S4 


13.4 


IM 


tl.5 


27« 





MG/L 



MG/L y. 



134 




110 


17.4 


101 


35.6 


93 


46.3 


88 


47.6 


89 


34.8 


71 


22.0 


323 


46.0 


61 


30.5 


129 


27.3 


81 


69.9 


147 





INFLUENT EFFLUENT 
MG/L MG/L '/. 



6.3 




5.7 


2.60 


6.5 


2.56 


4.3 


.95 


4.6 


1.08 


9.9 


2.42 


3.5 


.40 


5.7 


.32 


5.2 


1.80 


6.4 


1.31 


5.3 


1.90 


4.7 





TOTAL 



1636.400 



AVERAGE 



HAXIHUM 



HO. OF SAMPLES 



4.497 



14.700 



137 19.8 79 



12 48 



118 37.7 60 



12 51 



5.6 1.53 73 



12 53 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BELMONT LAGOON 



WORKS NUMBER : 110002032 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

BELMONT 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



825 

906 

109.8 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.545 1000 MS DESIGN BODS : 270.0 MG/L DESIGN SUSP. SOLIDS : 0.0 M6/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


VOLUME 


1000 MS 


DATE 1000 M3 


/DAY 


JAN/8'i-DEC/8A 




JAM 7.270 


.220 



PES 
MAR 

NAY 



JUL 
AUB 
SEP 
OCT 
NOV 

net 



13.260 

11.850 

11.310 

10.690 

8.960 

8.270 

6.570 

8. 7^(0 

7.230 

9.390 

10.060 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 HG/L MG/L 7. 



10 
130 

89 
140 14.2 

76 
122 
164 
102 
148 

202 2.0 
122 7.7 

69 



.220 


.260 


.470 


1.870 


.400 


.580 


.360 


.480 


.330 


.690 


.320 


.560 


.250 


.390 


.220 


.270 


.300 


.470 


.240 


.410 


.310 


.420 


.320 


.690 



INFLUENT EFFLUENT 
MG/L MG/L y. 



16 

143 

73 
175 28.9 

58 
163 
251 

60 
131 

317 1.6 
134 8.8 

86 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1.1 




10.6 




6.8 




5.2 


.*5 


2.9 




12.7 




11.4 




3.6 




4.» 




i.S 


.2f 


5.2 


.67 


♦.♦ 





TOTAL 

113. 60B 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.312 



1.870 



116 7.9 94 



11 14 



133 13.1 92 



U 14 



C.I .47 91 



ll 14 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM REPORT TYPE 001 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT REPORT DATE: 7 NOV 65 

WORKS NUMBER : 120001666 BLENHEIM LAGOON MUNICIPALITY : BLENHEIM 

REGION : 01 SOUTHWESTERN 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL CURRENT POPULATION i "i.OSO 

PHOSPHORUS REMOVAL - BATCH POPULATION SERVED ! 'i.OOO 

PERCENT SERVED : 98.0 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.9S0 1000 MS DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA x-BlOCHEHICAL OXYGEN DEHAND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS —> 

TOTAL AVG DAY MAX DAY T. VOL. TO 

VOLUME 1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT INFLUENT EFFLUENT INFLUENT EFFLUENT 

DATE 1000 H5 /DAY /DAY 1000 M3 MG/L MG/L V. MG/L MG/L '/. MG/L HG/L '/. 

JAN/a-i-DEC/SA 

JAN f» 1" 8-2 

FEB 95 203 7.5 

MAR M 159 5.0 

APR 263.600 150 16.2 193 51.8 8.9 .60 

MAY 102 128 6.9 

JUN 1» 189 9.Z 

JUL 1«* 170 7.9 

AUG •* 12<* 7.3 

SEP 1« 178 10.6 

OCT *» -^SO 9.6 

NOV 233.250 63 10.7 58 35. 9 3.5 .56 

DEC 170 165 7.0 

"TOTAL 

AVERAGE 

157 li.* 86 175 'i3.8 55 7.6 .58 68 

MAXIMUM 

263 . 600 

"no. of SAMPLES 

1« Xk 16 10 13 11 

2^ 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
MITCHELL'S BAY LAQOON 



WORKS NUMBER : 110002087 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.509 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

DOVER (MITCHELL'S BAY) 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



A, 097 
3S0 
8.5 



DESIGN B0D5 



270.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S'i-DEC/a'J 



FLOW DATA 



___><.BI0CHEMICAL OXYGEN DEMAND-X— SUSPENDED SOLIDS - — ><— TOTAL PHOSPHORUS — > 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



JAN 


3.009 


.097 


.134 


FEB 


4.133 


.143 


.211 


MAR 


4.386 


.141 


■ 193 


APR 


<».105 


.137 


■ 261 


MAY 


tt.iOii 


■ 139 


.181 


JUN 


it.bZr 


.154 


.206 


^L. 


5.564 


.179 


.278 


MM 


4.868 


.157 


.224 


SEP 


3.373 


.112 


.155 


OCT 


3.355 


.108 


.176 


NOV 


3.196 


.106 


.124 


OEC 


3.720 


.120 


.184 



4.500 



MG/L 



108 
84 
76 

122 
85 
94 

163 

81 
50 
49 



MG/L X 



2.5 



INFLUENT EFFLUENT 
MG/L MG/L y. 



170 
85 
71 

120 
116 
126 
198 
516 
79 
185 7.0 
369 



INFLUENT EFFLUENT 

MG/L MG/L ;; 



5.3 
5.4 
S.S 
5.S 
«.S 
5.4 
13.7 
1.4 
8.1 

1.8 .S7 
1.4 



TOTAL 

48 . 640 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.133 



.278 4.500 



91 2.5 95 



10 



185 7.0 96 



11 



5.3 .07 96 



11 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
DUNOALK LAGOON 



WORKS NUmER : 110001471 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.540 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

DUNDALK 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,298 

1,190 

91.6 



DESIGN B0D5 



190.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/e-i-DEC/a-li 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x— 



SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



JAN 


19.215 


.619 


FEB 


59.105 


1.S48 


MAR 


55.414 


1.142 


APR 


42.106 


1.403 


MAY 


25.059 


.808 


JUN 


19.416 


.647 


JUL 


13.529 


.4S6 


AUG 


12.694 


.409 


SEP 


15.077 


.502 


OCT 


20.945 


.675 


NOV 


27.501 


.916 


DEC 


26.816 


.865 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L '/. 



7S 




•7 




73 


15.6 


M 


13.2 


14 


11.7 


22 




17 




le 




£2 




IS 




14 


l.S 


21 





INFLUENT EFFLUENT 



MG/L 



H6/L y. 



110 






145 






66 


14 


5 


17 


14 


2 


15 


27 


9 


22 






17 






28 






11 






15 






33 


1 


.2 


19 







INFLUENT EFFLUENT 
HG/L MS/L y. 



5.0 

5.1 

5.7 1.62 

1.2 .74 

1.7 .46 

1.6 

2.2 

2.2 

1.4 

1.6 

.9 .65 
1.1 



TOTAL 



296.877 



AVERAGE 



MAXIMUM 



.814 



» 10.5 67 



41 14.4 63 



2.3 .86 48 



NO. OF SAMPLES 



It 15 



12 15 



12 15 
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ONTARIO MINISTRY OF THE ENVIRONHEMT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
DUTTON LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001266 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.336 1000 H3 



MUNICIPALITY : DUTTON 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,04'i 

819 

7S.^ 



DESIGN eOD5 



270.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/8'i-DEC/84 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS -— ><— TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



JAN 


13.074 


.422 


.446 


FEB 


13.063 


.450 


.534 


MAR 


14.050 


.453 


.470 


APR 


14.209 


.474 


.494 


HAY 


13.987 


.451 


.478 


JUN 


10.856 


.362 


.829 


JUL 


11.693 


.377 


.446 


AUG 


11.330 


.365 


.365 


SEP 


10.347 


.344 


.390 


OCT 


11.963 


.366 


.414 


NOV 


12.632 


.421 


.462 


DEC 


12.147 


.392 


.502 



32.376 



50.141 



MG/L 



174 
204 
152 
173 
8 
126 

86 
154 
166 

53 
172 



MG/L V. 



17.0 



25.7 



INFLUENT EFFLUENT 
MG/L MG/L V, 



131 

193 

195 

187 137.2 

325 

111 

85 
195 
145 39.3 

55 
146 



INFLUENT EFFLUENT 
MG/L MG/L V. 



7.0 

9.5 

8.3 
10.0 1.34 

10.8 

6.9 

5.4 

e.6 

7.5 .64 

3.3 

9.4 



TOTAL 

149.351 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.408 



.829 50.141 



133 21.3 87 



10 10 



160 88.2 49 



11 10 



7.8 .99 89 



11 16 
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ONTARIO MINISTRV OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
TAVISTOCK LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MORKS NUMBER : 110000720 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : EAST ZORRA (TAVISTOCK) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



7,061 

1,779 

25.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.991 1000 M3 DESIGN BODS : 270.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M5 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 ri3 MG/L MG/L '/. 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



INFLUENT EFFLUENT 
MG/L MG/L V. 



JAN 


20.190 


.650 


1.130 


FEB 


40.790 


1.410 


3.010 


MAR 


33 . 050 


1.070 


1.310 


APR 


29.940 


.990 


1.630 


MAY 


24.060 


.780 


1.790 


JUN 


23.530 


.790 


1.660 


JUL 


22.620 


.730 


2.130 


AUG 


17.900 


.560 


.910 


SEP 


23.170 


.770 


1.890 


OCT 


19.030 


.610 


1.120 


NOV 


22.800 


.760 


1.260 


DEC 


23.060 


.740 


1.870 



355 
345 



136 


43.4 


234 




43S 




xn 




439 




n& 




443 




642 


12.6 


74 


27.4 



237 




305 




305 




86 


23.2 


158 




214 




88 




386 




149 




160 




323 


12.7 


191 


23.4 



19.6 




10.4 




18.9 




6.3 


.72 


9.9 




16.5 




12.0 




13.7 




11.3 




9.6 




9.5 


.66 


10.2 


1.40 



'TOTAL 

300 . 140 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.823 



3.010 



S47 27.8 76 



23 12 



215 19.7 85 



23 12 



12.3 .92 69 



23 12 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
OIL CITY LAGOON 



WORKS NUMBER : 110001738 



TREATMENT FACILITY -• CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ENNISKILLEN (OIL CITVJ 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,246 
200 
6.1 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.181 1000 M3 DESIGN B0D5 : 270.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA — X-8I0CHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS -—><-— TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/S'i-DEC/S^ 



AVG DAY MAX DAY T. VOL. TO 

1000 H3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L HG/L '/. 



127 
70 
182 
306 
142 
269 
230 
152 
230 
181 
150 
170 



JAN 


1.580 


.050 


.060 


FEB 


S.^iDO 


.120 


.990 


MAR 


3.430 


.110 


.640 


APR 


1.950 


.060 


.090 


HAY 


2.000 


.060 


.200 


JUN 


1.660 


.050 


.080 


JUL 


1.570 


.050 


.090 


MM 


1.800 


.050 


.100 


SEP 


1.790 


.060 


.190 


OCT 


1.630 


.050 


.060 


NOV 


2.210 


.070 


.140 


DEC 


2.240 


.070 


.220 



INFLUENT EFFLUENT 
MG/L MG/L '/, 



101 
72 

159 

318 
84 

258 

222 
97 

166 
87 
94 

117 



INFLUENT EFFLUENT 
MG/L MG/L •/. 



9.6 
4.7 
9.5 

14.9 
8.6 

13.2 

11.7 
8.4 
8.5 

10,9 
7.7 
7.5 



TOTAL 

25.260 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.667 



.990 



184 



26 



147 



26 



f.6 



26 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ESSEX LAGOON N.E. 



WORKS NUMBER : 110000203 



TREATMEKT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ESSEX (N.E. ) 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



6,19<» 
2,300 

37.1 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2.886 1000 H3 



DESIGN BODS 



200.0 H6/L 



DESIGN SUSP. SOLIDS 



. MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84- DEC/M 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M5 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L V. 



JAN 


28.555 


.921 


1.303 




4a 


FEB 


40.423 


1.394 


2.782 




4M 


MAR 


54 . 395 


1.755 


3.376 




2» 


APR 


41.918 


1.397 


2.205 


244 . 000 


5 


HAY 


32.736 


1.056 


1.738 






JUN 


17.120 


.570 


.936 




1«5 


JUL 


17.828 


.575 


1.078 




51 


AUG 


19.068 


.615 


1.082 




Wt 


SEP 


24.322 


.811 


1.397 




25 


OCT 


27.112 


.875 


1.361 


91.659 


132 


NOV 


47.455 


1.582 


3.981 




40 


DEC 


70.775 


2.283 


6.322 




14 



9.9 



1.6 



INFLUENT EFFLUENT 
MG/L MG/L y. 



58 

70 

136 

47 



228 

14 

736 

224 

158 

52 

91 



8.5 



2.6 



INFLUENT EFFLUENT 
MG/L MG/L v. 



2.8 

3.8 
1.9 
2.6 



4.1 
4.3 
9.6 
1.0 
5.1 
2.3 
.9 



.21 



.08 



TOTAL 

421.707 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.153 



6.322 244.000 



5.7 98 



U 1« 



164 5.5 90 



11 16 



3.4 .14 95 



11 1« 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ESSEX LAGOON S.H. 



WORKS NUMBER : 110000837 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ESSEX (S.W. I 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



6,19'i 

3,900 

62.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.527 1000 MS DESIGN BODS : 200.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

FLOW DATA — ><-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS ---> 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8'>-DEC/8'i 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 M3 



MG/L 



HG/L 



JAN 


18.278 


.590 


.759 






145 




FEB 


25. 503 


.879 


2.264 






130 




MAR 


27.572 


.889 


2.255 






86 




APR 


26.17'i 


.872 


1.350 


87 


480 


136 


9.2 


MAY 


29.270 


.944 


1.568 






154 




JUN 


S0.<i95 


1.017 


1.277 






188 




JUL 


30.046 


.969 


1.309 






251 




AUG 


31.508 


1.016 


1.419 






129 




SEP 


33.077 


1.103 


1.500 






91 




OCT 


26.203 


.846 


1.568 


42 


.324 


160 


1.6 


NOV 


24.607 


.820 


1.447 


18 


.486 


124 


2.0 


DEC 


28.426 


.917 


2.214 






150 





INFLUENT EFFLUENT 
MG/L MG/L /. 



154 
124 
57 
128 10.8 
124 
188 
245 
135 
131 

119 2.3 
242 2.8 
160 



INFLUENT EFFLUENT 
MG/L MG/L y. 



a.9 




7.7 




4.« 




9.2 


.51 


ft.S 




9.5 




9.4 




10.7 




5.1 




9.6 


.89 


6.4 


.96 


9.0 





TOTAL 

331.159 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.264 87.480 



145 4.2 96 



12 11 



150 5.3 96 



12 11 



e.l .78 90 



It 11 
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ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
EXETER LAGOON 



VfORKS NUMBER : 110000221 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

EXETER 

Ot SOUTHWESTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,686 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.2S2 1000 M3 DESIGN BODS 190.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MS/L 

<-— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 H3 

JAN/M-DEC/84 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L /. 



JAN 


54.0<*0 


1.740 


2.370 


137 


FEB 


143.270 


4.940 


12 . 650 


•7 


MAR 


111.5^0 


3.600 


10.820 


146 


APR 


97.100 


3.240 


7.080 272.200 56 


MAY 


81.710 


2.640 


5.900 


85 


JUN 


97.410 


3.250 


10.700 


39 


JUL 


59.520 


1.920 


3.750 


M 


AUG 


59.850 


1.930 


5.120 


49 


SEP 


75.260 


2.500 


6.250 


73 


OCT 


54 . 550 


1.750 


2.310 


IM 


NOV 










DEC 


93.250 


3.600 


8.160 


M 



18.9 



INFLUENT EFFLUENT 
MG/L HG/L y. 



168 
111 
209 

74 55.3 

96 

45 

61 

64 

62 
298 



INFLUENT EFFLUENT 
MC/L KG/L y. 



7.5 
5.4 
7.3 

6.1 2.47 
4.8 
3.2 
5.1 
45.0 
3.8 
9,5 



345 



4.0 



TOTAL 



927.500 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.846 



12.650 272.200 



91 18 . 9 66 



15 



139 55.3 25 



15 



9.2 2.47 59 



15 



296 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WORKS NUMBER : 11 0001 346 FOREST LAGOON 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

FOREST 

01 SOUTHWESTERN 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,665 

2,590 

97.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.350 1000 MS DESIGN BODS 270.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/6<i -DEC/84 



AV6 DAY MAX DAY T. VOL. TO 

1000 M3 1000 M5 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L 'A 



205 

136 

140 20.0 

175 

122 

150 

166 

94 
184 
295 30.6 

92 



JAN 


27.185 


.876 


.991 


FEB 


6.100 


.210 


.301 


lUR 


33.908 


1.093 


1.486 


APR 


32.181 


1.072 


1.272 226.800 


MAY 


30.671 


.989 


1.127 


JUN 


31.764 


1.059 




JUL 


26.448 


.917 


1.127 


AUG 


27.797 


.896 


1.045 


SEP 


28.759 


.959 


1.145 


OCT 


26.300 


.850 


.968 


NOV 


31.565 


1.052 


1.391 


DEC 


29.750 


.959 


1.077 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



241 

102 

175 56.7 
199 
112 
289 
77 
143 
208 

254 91.3 
123 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



13.3 

7.8 

7.5 3.31 
9.0 

5.8 
4.1 
5,9 
4.9 
8.7 

9.6 2.55 
3.5 



TOTAL 

334,428 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.Ml 



1.466 226.800 



160 25.3 87 



174 74.0 65 



7.2 2.93 64 



297 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
GLENCOE LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



HORKS NUMBER : 110001S45 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : GLENCOE 

REGION : 01 SOUTHHESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,646 
1,690 
102.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : B.9« 1000 MS DESI6N B0D5 : 270.0 MG/L DESIGN SUSP. SOLIDS : 0,0 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — -> 



TOTAL 
VOLUME 
DATE 1000 HZ 

JAN/8't-DEC/8* 

JAN 20.174 



FEB 
MAR 
APR 
HAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



24.092 
20.660 
21.290 
18.389 
19.491 
10.672 
21.639 
15.318 
17.590 
20.950 
24.740 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 H/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L X 



651 




.667 


831 




.980 


666 


1 


.061 


710 




.763 


593 




.720 


650 




.745 


344 




.503 


698 




.714 


511 




.726 


567 




.821 


698 


1 


.250 


798 


1 


.250 



IM 
US 

I9e 



IM 




ZSS 




177 




148 


14.5 


212 


33.9 



INFLUENT EFFLUENT 
H6/L MG/L y. 



95 

90 
112 



168 




89 




127 




100 


38.6 


112 


48.3 



INFLUENT EFFLUENT 
MG/L MG/L X 



8.3 
7.0 
1.7 

9.6 
7.9 
8.9 
8.6 
8.7 



1.00 
2.13 



TOTAL 

23S.005 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.643 



1.250 



166 24.2 87 



10 



111 43.4 59 



10 



7.6 1.56 81 



10 



298 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
COTTAM LAGOON 



REPORT TYPE 001 
REPORT DATE; 7 NOV 85 



WORKS NUMBER ; 110002005 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : GOSFIELD N. (COTTAM) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,697 

700 

18.9 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.677 1000 M3 DESIGN B0D5 170.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/e<(-DEC/84 



AV6 DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 H3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



JAN 


7.539 


.2« 


.341 


FEB 


9.705 


.335 


.541 


MAR 


10.647 


.343 


.f,M 


APR 


9.128 


.501 


.341 


HAY 


8.650 


.285 


.555 


JIM 


9.803 


.327 


.714 


JUL 


6.966 


.225 


.273 


Alffi 


6.926 


.223 


.286 


SEP 


6.699 


.223 


.277 


OCT 


7.155 


.231 


.295 


NOV 


7.376 


.246 


.277 


DEC 


9.380 


.302 


.590 



64.890 



73.378 



MG/L 

70 

67 

88 

58 

93 

77 

41 

27 

106 

108 

120 

66 



MG/L 



5.8 



6.0 



INFLUENT EFFLUENT 
MG/L M6/L X 



74 
100 

n 

79 4.5 

108 
122 

i9 

3« 
99 

95 16.9 
100 
75 



INFLUENT EFFLUENT 
MG/L MG/L /. 



5.1 

B.O 

5.0 

6.2 .15 

6.2 

6.S 

4.4 

4.« 

5.8 

«.« .29 

7.1 

5.3 



TOTAL 

100.174 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.274 



.714 73.578 



76 S . 9 92 



12 



89 10.7 88 



12 9 



5.6 .22 96 



U 9 



299 



ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HARROW LAGOON 



WORKS NUMBER : 110002103 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

HARROW 

01 SOUTHWESTERN 



TREATMENT FACILITY ! CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,281 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.522 1000 MS DESIGN B0D5 : 250.0 MG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

FLOW DATA — ><-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS —><--- TOTAL PHOSPHORUS > 



< 

TOTAL 

VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 K3 



JAN 


31.S12 


1.026 


1.273 






FEB 


34.268 


1.182 


2.605 






MAR 


42. 142 


1.359 


2.955 






APR 


36.666 


1.222 


1.450 


115 


943 


MAY 


37.828 


1.220 


1.537 


122 


617 


JUN 


33.488 


1.116 


1.936 






JUL 


29.814 


.962 


1.246 






AUG 


28.792 


.929 


1.132 






SEP 


30 . 673 


1.022 


1.218 






OCT 


32.663 


1.054 


1.246 


215 


497 


NOV 


31.975 


1.066 


1.187 


58 


861 


DEC 


34.628 


1.117 


1.910 







MG/L 

13S 

7f 

82 
80 
84 
179 
3«5 
21« 
118 
177 
123 
503 



HG/L Z 



3.3 
9.9 



8.4 
10.9 



INFLUENT EFFLUENT 
H6/L MG/L '/. 



154 






78 






84 






82 


16 


6 


103 


20 





92 






422 






964 






111 






223 


24 


3 


104 


27 


1 


700 







INFLUENT EFFLUENT 
MG/L MG/L y. 



6.0 




4.5 




4.4 




4.7 


.25 


5.0 


.56 


4.7 




10.8 




9.5 




6.1 




5.9 


.60 


6.0 


.65 


12.8 





TOTAL 

404.749 



AVERAGE 



MAXIMUM 



NO. OF SAHPLES 



1.106 



2.955 215.497 



17» 8 . 1 92 



tt M 



259 22.0 80 



22 14 



6.7 .51 90 



22 14 



300 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORINB INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
LUCAN LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000855 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY : LUCAN 

RE6I0N : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,621 

1,573 

97.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.372 1000 H3 DESIGN BODS 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS > 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'i 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 HZ 



MG/L 



HG/L '/. 



JW 


14.525 


.469 


.776 






112 




FEB 


31.376 


1.0S2 


3.112 






75 




NAR 


28.403 


.916 


2.775 






91 




APR 


26.549 


.885 


2.151 


12 


194 


84 


25.1 


MAY 


24.158 


.779 


1.680 


53 


000 


44 


14.8 


JIM 


24.992 


.833 


2.400 






62 




JUL 


15.118 


.504 


.757 






78 




AUS 


14.639 


.472 


.885 






41 




SEP 


33.099 


1.103 


3.450 






31 




OCT 


19.106 


.617 


.904 






51 




NOV 


29.316 


.977 


2.680 








6.6 


DEC 


32.208 


1.039 


2.965 






108 





INFLUENT EFFLUENT 
M6/L MG/L y. 



124 

104 

126 

110 

42 

58 

«« 

35 

2« 

36 



22.4 
35. S 



7.3 



INFLUENT EFFLUENT 
MG/L MS/L y. 



5.4 
6.7 
S.6 
3.2 
4.7 
5.4 
3.8 
Z,Z 
3.1 



2.56 
.82 



.68 



159 



5.7 



TOTAL 

293.489 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.806 



3.450 53.000 



70 15.5 68 



13 



80 21.8 47 



IS 6 



4.5 1.35 64 



12 4 



301 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM REPORT TYPE 001 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT REPORT DATE: 7 NOV 65 

WORKS NUMBER : 110000*18 MARKDALE LAGOON (NO FLOW METER) MUNICIPALITY : "J''^°*^^gj.^gp„ 



TREATMENT FACILITY : CONVENTIONAL LASOON SEASONAL CURRENT POPULATION 

PHOSPHORUS REMOVAL - BATCH POPULATION SERVED 

PERCENT SERVED 



1,260 
1.260 
100.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.568 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOM DATA — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 

TOTAL AVG DAY MAX DAY T. VOL. TO 
VOLUME 1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT INFLUENT EFFLUENT INFLUENT EFFLUENT 

DATE 1000 MS /DAY /DAY 1000 MS MG/L MG/L V. MO/L MG/L 7. MG/L MG/L '/. 

JAN/S4-DEC/84 

JAN 

FEB « 176 3.0 

MAR 21» 706 IS. 8 

APR 143 U.r 1« 18.2 7.3 1.06 

MAY 3« W.l 175 34.1 2-7 .68 

JUN »*• 196 ^-^ 

JUL 1« 200 8.4 

AUG 59 10» 7.3 

SEP M 12** ^-^ 

OCT 2M 367 14.8 

NOV 76 103 5.0 

DEC IW S96 10.7 

"TOTAL 

AVERAGE „, „„ 

129 13.1 72 245 26.1 83 7.9 .87 80 

MAXIMUM 

"no. of SAMPLES 

11 10 11 10 11 19 

302 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
PARKHILL LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002'V61 



TREATMENT FACILITY i CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : MCGILLIVRAY (PAHKHILLJ 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,620 

1>300 

71. -* 



OPERATING AUTHORITY; MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.104 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA — 5<-BI0CHeMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 

VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'i 

JAN 13.476 



FEB 
HAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



17 . 259 
16.966 
15 . 628 
14.575 
15 . 031 
14.135 
15.071 
17.169 
15.165 
17.272 
18 . 931 



AVe DAY MAX DAY T- VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 M6/L MG/L % 



170 
165 
132 
93.980 110 16.2 
184 
113 
140 
18B 
120 
4.200 435 11.9 
156 
800 



.435 


.571 


.595 


2.266 


.547 


.767 


.521 


.708 


.470 


.541 


.501 


.826 


.456 


.621 


.486 


1.450 


.572 


1.279 


.489 


.642 


.576 


.876 


.611 


.967 



INFLUENT EFFLUENT 
MG/L MG/L y. 



220 
275 
159 

88 34 . 9 
136 
155 
137 
145 
144 

456 46.8 
175 
1652 



INFLUENT EFFLUENT 
MG/L MG/L '/, 



7.8 

10.1 

a.6 

7.S .9!5 

9.5 

7.1. 
«.4 
'•5 

S.« 

15.8 1.55 

7.1 
17.7 



TOTAL 

190 . 680 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



,su 



2.266 93.980 



226 14.0 91 



12 



326 40.8 75 



12 S 



9.5 1.25 89 



It 5 



303 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
MITCHELL LAGOON 



WORKS NUMBER : 110000472 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

MITCHELL 

01 SOUTHWESTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,715 
2,7<i5 
100.0 



OPERATING AUTHORITY! MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 4.145 1000 M3 DESIGN B0D5 : 215.0 MG/L DESIGN SUSP. SOLIDS 200.0 MG/L 

<— FLOH DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/A4 



AVG DAY 

1000 H3 

/DAY 



JAN 


53.471 


1.725 


2.461 


FEB 


136.536 


4.708 


16.323 


MAR 


105.897 


3.416 


8.442 


APR 


79.161 


2.639 


3.960 


MAY 


60.991 


1.967 


3.226 


JUN 


62.608 


2.087 


3.096 


JUL 


44.436 


1.433 


1.818 


AUG 


44.322 


1.430 


S.778 


SEP 


51.705 


1.724 


2.692 


OCT 


42 . 743 


1.379 


1.676 


NOV 


73.189 


2.440 


5.922 


DEC 


93.650 


5.021 


8.948 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L '/. 



51 

167 
138 
383 
600 
158 
802 
812 
513 



15.4 



45 



11.5 
17.8 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



90 




113 




114 


25.1 


105 




429 




254 




489 




385 




340 






17.4 


70 


64.9 



INFLUENT EFFLUENT 
MG/L HG/L y. 



4.5 

4.8 

8.0 

9.6 

11.0 

22.8 

13.2 

10.5 

3.8 



.84 



.46 
.46 



TOTAL 

848 . 709 



AVERAGE 



NAXIHUM 



NO. OF SAMPLES 



2.331 



16.323 



366 14.9 74 



19 13 



238 35.8 42 



19 13 



9.8 .58 85 



IS IS 



304 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NEUSTADT LAGOON 



REPORT TYPE OOX 
REPORT date: 7 NOV 85 



WORKS NUMBER : 11000244S 



TREATMENT FACILITY ; CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : NORMANBY (NEUSTADT) 
REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 2,576 
POPULATION SERVED : 451 
PERCENT SERVED : 17.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : O.-ilS 1000 M5 DESIGN BODS : 157.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<___ FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX 


DAY 




VOLUME 


1000 H3 


1000 M3 


DATE 


1000 M3 


/DAY 


/DAY 


JAN/e4-DEC/8'» 








JAM 


Z.ttSS 


.079 




.118 


FEB 


A. 671 


.161 




.435 


MftR 


t>.<t90 


.145 




.207 


APR 


'».149 


.138 




.150 


MAY 


3.369 


.109 




.160 


JUN 


3.075 


.103 




.138 


JUL 


2.360 


.067 




.086 


AU6 


2.063 


.067 




.076 


SEP 


2.714 


.090 




.137 


OCT 


2.546 


.082 




.094 


mt 


4.112 


.137 




.174 


DEC 


4.538 


.146 




.264 



1000 M3 W/COURSE INFLUENT EFFLUENT 
1000 M3 MG/L MG/L '/. 



160 
119 
213 
119 
173 
121 
205 
175 
147 
214 
23.125 128 2.4 
73 



INFLUENT EFFLUENT 
MG/L MG/L y. 



211 
157 
228 
146 
220 
209 
170 
295 
213 
219 

186 3.4 
83 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



7.« 

:«,S 

9.5 

S.5 
10.6 

9.6 

8.5 
13.5 

8.8 

9.7 
14.2 .16 

5.4 



TOTAL 



40.522 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.110 



.435 23.125 



153 2.4 98 



24 



194 3.4 98 



8.9 .16 98 



23 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NORWICH LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001489 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REHOVAL-CONTINUOUS 



MUNICIPALITY : NORWICH 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



9,612 

2,156 

22.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONHENT 

DESIGN CAPACITY : 0.995 1000 MS DESIGN B0D5 : 0.0 HG/L DESIGN SUSP. SOLIDS 0.0 H6/L 

<-— FLOW DATA -~><-BI0CHEMICAL OXYGEN DEMAND-><— - SUSPENDED SOLIDS —><— TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 M3 


/DAY 


JAN/84-DEC/84 




JAN 20.278 


.654 



JAN 


20.278 


.654 


.893 


FEB 


53.333 


1.149 


3.598 


MAR 


31 . 154 


1.005 


2.756 


APR 


32.279 


1.076 


1.727 


MAY 


25.949 


.837 


1.263 


JUN 


27.662 


.922 


2.661 


JUL 


17.946 


.580 


.735 


AUG 


17.262 


.557 


.789 


SEP 


21.442 


.715 


1.362 


OCT 


17.158 


.553 


.691 


NOV 


20.880 


.696 


.960 


DEC 


25.708 


.329 


1.956 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 H3 MG/L MG/L '/. 



154 
161 

n 

SIS 8.8 
226 



358 




299 


18.7 


18S 


22.1 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



200 






111 






172 






84 


101 


9 


512 


23 


5 


267 






207 






163 






460 






336 


38 


9 


224 


63 


5 


112 







INFLUENT EFFLUENT 
MG/L MG/L '/. 



9.5 




6.8 




8.5 




5.2 


.38 


8.5 


.36 


6.9 




9.0 




6.0 




14.8 




10.5 


1.22 


4.4 


.89 


2.0 





TOTAL 

291.051 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.798 



3.598 



170 14.2 91 



12 13 



237 S6.9 85 



11 13 



7.6 .71 69 



11 13 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
PORT STANLEY LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER = 110001373 
TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : PORT STANLEY 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION = 
POPULATION SERVED = 
PERCENT SERVED ! 



1,894 
127.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.495 1000 «3 DESIGN BODS : 2«.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

^ FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 

JAN 16.850 



FEB 
MAR 
APR 
MAY 
JUN 
^L 
AU6 
SEP 
OCT 



DEC 



19.200 
20.100 
19.950 
20.650 
18.920 
37.750 
36.300 
34.100 
30.300 
28.800 
30.500 



AVG DAY 

1000 M3 

/DAY 



.510 

.690 

.670 

.640 

.650 

.680 

1.140 

1.210 

1.180 

1.010 

.960 

.980 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 HG/L MG/L V. 



.530 
1.500 
.850 
.810 
1.020 
1.300 
1.450 
1.480 
1.250 
1.100 
1.050 
1.670 



97 

134 

159 

153 

49 

142 

84 

28 

160 

24 

92 



12.8 
12.5 



5.7 
19.6 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



100 
117 
337 19.5 

66 19.3 

43 
122 

76 

27 
117 8.7 

38 45 . 7 

62 



INFLUENT EFFLUENT 
MG/L MG/L V. 



5.9 
6.2 

8.5 1 . 01 
4.1 .74 
3.5 
«.« 
4.S 
3.2 

5.5 .38 
.4 .64 
3.4 



TOTAL 

313.420 



AVERAGE 



MAXIMUM 



HO. OF SAMPLES 



.860 



1.670 



102 12.6 74 



11 21 



100 23.0 86 



u tx 



4.7 .69 87 



11 21 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORHANCE REPORT 
RIDGETOWN LAGOON 



MORKS NUMBER : 110001364 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE- 7 NOV 85 

RIDGETOWN 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,090 

3,039 

98.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.336 1000 M3 



DESIGN B0D5 



0.0 



MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



<- — 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/e<i-DEC/8'* 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS > 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L '/. 



INFLUENT EFFLUENT 
MG/L MG/L v. 



INFLUENT EFFLUENT 
HG/L HG/L V. 



JAN 


28.870 




.930 


1.000 










FEB 


31.650 


1 


.100 


1.800 










MAR 


37.530 


1 


.200 


1.500 






ut 




APR 


35 . 640 


1 


.200 


1.500 






112 




MAY 


31 . 780 


1 


.100 


1.200 


19<» 


440 


154 


25.1 


JUN 


29.510 




.980 


1.100 






250 




JUL 


29.200 




.940 


1.200 






Ml 




AUG 


26.790 




.860 


1.000 






M 




SEP 


26.160 




.870 


.990 






133 




OCT 


26.510 




.860 


.910 






14S 


26.6 


NOV 


26.620 




.887 


1.015 


193 


490 


170 


35.7 


DEC 


28.060 




.910 


1.100 






155 





1S5 






159 






270 


76 


4 


347 






192 






127 






92 






141 


39 


6 


162 


158 


.3 


164 







7.3 




7.4 




7.3 


.70 


11.4 




7.6 




6.0 




7.2 




8.6 


.57 


7.8 


1.00 


7.6 





TOTAL 



358.320 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.986 



1.600 194.440 



14« 29.1 81 



11 



178 91.4 48 



11 



7.6 .75 90 



11 9 
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ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
RODNEY LAGOON 



WORKS NUMBER : 110001667 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

RODNEY 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



986 
1,000 
101.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : O.B'tO 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAHD-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 MS 


DATE 


1000 MS 


/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



MG/L 



MG/L V. 



INFLUENT EFFLUENT 
MS/L MG/L y. 



INFLUENT EFFLUENT 
MG/L HG/L y. 



JAN 


11.342 


.366 


.366 






168 




FEB 


12.886 


.444 


.444 






308 




MAR 


14.266 


.460 


.460 






330 




APR 


15.772 


.459 


.459 


74 


844 


52 


2S.1 


MAY 


17.010 


.549 


.549 


8 


S16 


312 


94.0 


JUN 


13.577 


.438 


.438 






lOO 




JUL 


10.923 


.352 


.352 






316 




AUG 


10.632 


.S4S 


.343 






250 




SEP 


10.594 


.553 


.353 






157 




OCT 


10.749 


.347 


.347 


19 


.424 


316 


14.7 


tiOV 


14.004 


.467 


.467 


14 


.568 


268 


28.7 


DEC 


12.399 


.400 


.400 






242 





130 






702 






221 






212 


60 


8 


241 


525 


6 


US 






934 






743 






153 






240 


36 


3 


237 


127 


.6 


274 







ft.« 




•^ 




«.7 




18.7 


.90 


10.1 


7.55 


7.« 




7.4 




9.1 




7.6 




9.1 


.57 


10.1 


1.36 


r.» 





TOTAL 

152.154 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.415 



.549 74.844 



234 40,1 77 



12 



350 187.5 67 



12 7 



9.5 2.59 75 



» » 



309 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BRIGHT >S GROVE LAGOON 



REPORT TYPE 001 
REPORT DATE; 7 NOV 85 



WORKS NUMBER : 110001909 

TREATMENT FACILITY : CONVENTIONAL UGOON SEASONAL 



MUNICIPALITY : SARHIA (BRIGHT'S GROVE) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



Z0,913 

2,<i39 

11.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1,759 1000 H3 DESIGN BODS : 0.0 M6/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<-— FLON DATA — ><-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS —><— TOTAL PHOSPHORUS > 



TOTAL 


AV6 DAY 


VOLUME 


1000 H3 


DATE 1000 MS 


/DAY 


JAN/8^-DEC/84 




JAN 22.S40 


.720 



MAX DAY T. VOL. TO 

1000 M3 H/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L '/. 



JAN 


22.340 




.720 


.840 


FEB 


29.780 


1 


.020 


1.450 


MAR 


27.900 




.930 


1.180 


APR 


28.870 




.960 


1.230 


MAY 


27.400 




.880 


1.160 


JUN 


30.300 


1 


.040 


1.770 


JUL 


28.010 




.900 


1.380 


AUG 


25.090 




.800 


1.680 


SEP 


23.800 




.760 


.960 


OCT 


30.400 




.980 


1.700 


NOV 


3S . 300 


1 


.530 


4.600 


DEC 


33.300 


1 


.470 


4.400 



«1 

53 
112 
1S7 

i<e 

1«Z 

«9 

180 



4.8 



INFLUENT EFFLUENT 
HG/L MG/L y. 



74 



95 
82 
96 

138 
93 
86 

101 
87 
87 



4S.3 



INFLUENT EFFLUENT 
MG/L MG/L y. 



4.4 



6.6 
5.0 
3.2 
8.6 
8.5 
7.3 
7.5 
4.5 
6.5 



1.54 



TOTAL 

342.490 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.999 



4.600 



W 4 . 95 



M 



93 45.3 52 



14 



6.2 1.54 76 



14 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
SEAFORTH LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001177 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : SEAFORTH 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



2,1'il 

2,116 

98.8 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.013 1000 MS DESIGN BODS 0.0 H6/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— - FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS —> 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8<i-DEC/8<> 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/C0UR5E INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 HG/L MG/L '/. 



226 

144 
<i6 
57 
24 
39 
96 

144 
96 

123 



JAN 


39.630 


1.280 


1.540 


FEB 


77.100 


2.660 


7.110 


WW 


65.090 


2.100 


4.570 


APR 


54.110 


1.800 


2.870 


MAY 


45.640 


1.470 


3.520 


JUN 


46.970 


1.570 


6.130 


JUL 


33.810 


1.090 


1.960 


AtlB 


29.390 


.950 


1.490 


SE7 


32.570 


1.090 


2.190 


OCT 


28.700 


.930 


1.390 


NOV 


48.570 


1.620 


5.780 


DEC 


55.600 


1.790 


6.090 



9.0 
8.1 



3.4 
18.4 



INFLUENT EFFLUENT 
MG/L MG/L y. 



726 
243 
110 
79 
111 
103 
102 
148 
133 
171 



13.9 
12.9 



14.5 
12.8 



INFLUENT EFFLUENT 
MG/L HG/L y. 



:t 




5.S 




t.9 


.40 


S.« 


.31 


1.9 




2.« 




«.2 




1,S 




4.8 




5.7 


.41 




.51 



16 



39 



1.3 



TOTAL 

557.180 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.529 



7.110 



91 9.7 87 



11 20 



178 13.5 87 



11 29 



3.7 .41 89 



11 26 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
PORT LAMBTON LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001694 



TREATMENT FACILITY •■ CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.081 1000 H3 



MUNICIPALITY : SOMBRA (PORT LAMBTON) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,206 
28.3 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 

JAN 11.403 



FEB 

MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



13.669 
14.532 
12.860 
11.298 
11.258 
12.430 
11 . 624 
11.645 
11.948 
11.321 
12.769 



FLOW DATA 



--X-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L X 



111 
199 
iS5 

f7 
164 t.6 

«• 

in 

115 
101 
154 
13« 
179 



.368 


.583 


.471 


1.104 


.469 


.665 


.429 


.509 


.364 


.532 


.368 


.437 


.414 


.718 


.375 


.447 


.388 


.499 


.385 


.417 


.377 


.476 


.412 


.592 



INFLUENT EFFLUENT 
HG/L MG/L y. 



185 
122 
148 
117 
236 5.6 

93 
153 
116 
355 
160 
152 
244 



INFLUENT EFFLUENT 
MG/L HG/L y. 



7.3 

6.8 

9.0 

6.8 

8.3 .59 

5.3 

7.8 

7.4 

6.1 

8.5 

6.6 

7.6 



TOTAL 



146.757 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.403 



1.104 



1S4 2.6 98 



«s s 



173 5.6 97 



25 3 



7.2 .59 92 



25 3 



312 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
SOMBRA LAGOON 



RETORT TYPE 001 
REPORT DATE: 7 NOV «S 



WORKS NUMBER : 110001685 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : SOMBRA (PORT SOMBRA > 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



569 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.968 1000 H3 DESISN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<___ FLOW DATA x-BIOCHEMICAL OXYGEN CEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 


MAX 


DAY 




VOLUME 


1000 M3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


JAN/a4-DEC/84 








JAN 


5.460 


.176 




.286 


FEB 


6.«3 


.224 




.448 


tun 


6.736 


.217 




.403 


APR 


6.282 


.204 




.316 


MAY 


5.674 


.183 




.304 


JIM 


5.397 


.186 




.215 


JUL 


5.169 


.172 




.245 


JUIB 


5.732 


,185 




.222 


SEP 


6.211 


.207 




.377 


OCT 


5.852 


.189 




.Zll 


NOV 


5.839 


.195 




.287 


Dec 


6.949 


.224 




.368 



TOTAL 

71 . 734 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1000 M3 W/COURSE INFLUENT EFFLUENT 
1000 M3 MG/L MG/L X 



121 
134 
133 

99 
107 
125 
157 
118 

47 
127 
243 
153 



INFLUENT EFFLUENT 
HG/L MS/L y. 



124 
128 
160 
113 
251 
110 
175 
111 
4» 
106 
267 
231 



INFLUENT EFFLUENT 
HG/L MG/L X 



:s 

6.2 
«>• 

a.s 

6.1 
•.4 
• .1 
S.O 
7.0 
i.9 
7.0 



.197 



.448 



130 



19 



152 



19 



7^0 



19 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
GRAND BEND LAGOON 



WORKS NUmER = 110002452 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.895 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV «5 

STEPHEN (GRAND BEND) 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,204 

642 

15.2 



DESIGN B0D5 



0.0 HG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS ><— 



TOTAL PHOSPHORUS 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 K3 MG/L MG/L V. 



•9 

n 

iS 
147 

lis 

n 

6.408 70 6.7 
97 



JAN 


9.699 


.312 


.565 


FEB 


11.33S 


.390 


1.17S 


MAR 


12.125 


.391 


1.048 


APR 


14.930 


.497 


.653 


MAY 


17.607 


.568 


.771 


JUN 


22.634 


.754 


1.133 


.JUL 


26.467 


.853 


1.123 


AUG 


31 . 143 


1.038 


1.687 


SEP 


21.781 


.726 


1.196 


OCT 


15 . 928 


.513 


.967 


NOV 


28.524 


.950 


1.487 


DEC 


27.511 


.887 


1.538 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



54 
137 

42 

61 

51 

40 

27 
176 

40 

42 42.3 
163 

33 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



3.3 

4.9 

5.2 

4.4 

4.2 

3.8 

3.6 

8.4 

4.0 

3.8 .36 

4.4 

2.8 



"TOTAL 

239.682 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.657 



1.687 6.408 



6.7 90 



u 



72 42.3 



12 3 



4.4 .36 90 



12 S 



314 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STMILIZATION PONDS - PERFORMANCE REPORT 
STONEY POINT P.V. LAGOON 



WORKS NUMBER : 110D0Z345 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.959 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

TILBURY N (STONEY POINT) 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,119 

935 

29.9 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8'i-DEC/8't 



FLOH DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x- 



SUSPENDED SOLIDS 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



HG/L 



JAN 


18.777 


.606 


.915 






88 


FEB 


29.45'! 


1.016 


2.602 






43 


tm 


S<i.336 


1.108 


1.742 






15 


APR 


24.'i95 


.817 


1.067 


199 


920 


22 


NAY 


21 . 672 


.699 


1.100 






83 


JIM 


25.011 


.834 


2.551 






17 


out 


18.768 


.605 


.793 






17 


AU6 


18. «1 


.595 


.797 








SEP 


19.112 


.637 


.893 






80 


OCT 


18.702 


.603 


.860 






38 


IIO¥ 


20.205 


.674 


1.072 






35 


DEC 


2'i.676 


.796 


1.547 


129 


660 


91 



MG/L '/. 



13.0 



3.9 



INFLUENT EFFLUENT 
M6/L MG/L y. 



AS 

45 
21 

26 21.0 
100 
24 
19 
17 
«7 
53 
52 
48 8.0 



TOTAL PHOSPHORUS — > 



INFLUENT EFFLUENT 
MG/L MG/L y. 



4.9 

8.4 

1.4 

2.0 .64 

4.6 

l.S 

1.5 

2.0 

5.0 

2.4 

2.0 

3.0 4 70 



TOTAL 

273.659 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.749 



2.602 199.920 



48 8.4 68 



12 20 



46 14.5 51 



13 20 



2.0 .67 74 



13 29 



315 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
COMBER LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001676 



MUNICIPALITY : TILBURY WEST (COMBER) 
REGION : 01 SOUTHWESTERN 



TREATMENT FACILITY : CONVENTIONAL LASOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,585 

^0.6 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : e.<»04 1000 M3 DESIGN B0D5 200,0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMANO-x— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M2 

JAN/8<t-DEC/»* 

JAN 6 . 443 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



11.212 
13.601 
10.201 
9.636 
7.759 
5.219 
5.156 
5.662 
6.102 
6.813 
9.141 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURse INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L Z 



248 
52 

ISO 
85.940 102 7.0 
1» 

213 

166 
2S 

1S2 
123 
42.160 234 ,6 



.208 


.290 


.387 


1.285 


.439 


1.192 


.340 


.435 


.312 


.638 


.259 


.568 


.168 


.219 


.166 


.217 


.189 


.304 


.197 


.297 


.227 


.401 


.295 


.574 



INFLUENT EFFLUENT 
MG/L MG/L V, 



323 

56 
149 

159 10.0 
172 
125 
329 
213 

66 
110 
111 
321 11.0 



INFLUENT EFFLUENT 
MG/L MG/L 7, 



10.5 
4.3 
6.5 
6.8 .58 

e.2 

8.0 
11.7 
10.3 

1.2 

7.8 

6.4 
10.1 .47 



"total 

96.945 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



316 



.266 



1.285 85.940 



136 3.8 96 



13 7 



177 10.5 95 



13 7 



7.6 .52 93 



15 7 



ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WATFORD LAGOON 



WORKS NUMBER : 110001809 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV eS 

WATFORD 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,420 
100.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.050 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-X— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 K3 


/DAY 


JAN/8't-DEC/8'i 




JAN 


15.897 


.448 


FEB 


17.847 


.615 


MAR 


17.617 


.575 


APR 


1A.798 


.493 


MAY 


l<i.«9 


.467 


Jim 


15.289 


.510 


JUL 


11.7*7 


.379 


AUB 


12 . 965 


.418 


SEP 


17.618 


.454 


OCT 


12.366 


.399 


NOV 


15.437 


.515 


DCC 


16.043 


.518 



MAX DAY T. VOL. TO 

1000 H3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L X 



.624 

2.220 

1.477 

.782 

.857 

1.522 

.569 

.697 

.643 

.565 

.746 

.931 



131 
65 
110 
106 
167 
174 
147 
132 
108 
156 
112 
135 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



103 

70 

M 

82 

121 

155 

102 

63 

r« 

85 
•2 



INFLUENT EFFLUENT 
MG/L MG/L y. 



9.0 
4.5 
6,» 
«.• 
9.9 
7.S 
7.8 
7.7 
5.3 
7.9 
5.9 
6.3 



TOTAL 

176.315 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.483 



2.220 



128 



23 



93 



M 



«.9 



n 



317 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WEST LORNE LAGOON 



WORKS NUMBER : 110001337 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATEt 7 NOV 85 

WEST LORNE 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1.293 

1,207 

93.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.677 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA — ><-BI0CHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 H3 

JAN/84-0EC/64 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L 



JAN 


14.825 


.478 




.699 






S6 




FEB 


19.923 


.687 


2 


.252 






76 




MAR 


21.516 


.694 


1 


.430 






282 




APR 


17 . 75*1 


.592 




.725 






41 




MAY 


17.183 


.554 




.765 


98 


703 


98 


7.9 


JUN 


l<i.322 


.477 




.678 






55 




JUL 


12.593 


.406 




.580 






ISX 




AUG 


15.260 


.492 




.800 






IM 




SEP 


15.481 


.516 




.820 






110 




OCT 


14.674 


.473 




.671 


59 


690 


48 


4.1 


NOV 


16.836 


.561 




.982 


57 


232 


112 


17.1 


DEC 


16.123 


.585 


1 


.067 






104 





INFLUENT EFFLUENT 
M6/L MG/L y. 



92 

45 
300 

44 
113 14.0 

58 

96 
134 
142 

35 2.8 

86 246.1 
112 



INFLUENT EFFLUENT 
MG/L MG/L /. 



5.3 

5.3 

7.8 

3.8 

5.3 .18 

3.1 

7.9 

8.5 

5.8 

3.5 .19 

4.6 .91 
5.0 



TOTAL 

198.490 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.543 



2.252 98.703 



leS 9.7 89 



It IZ 



104 87.6 89 



12 12 



5.4 .42 90 



12 12 



318 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ZURICH LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110001444 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.440 1000 M3 



MUNICIPALITY : ZURICH 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



776 

800 

103.0 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84 -DEC/a4 

JAN 12.705 



FEB 


16 


194 


MAR 


14 


884 


APR 


14 


694 


MAY 


13 


625 


JUN 


IS 


352 


JUL 


12 


405 


AUG 


13 


016 


SEP 


13 


167 


OCT 


12 


.476 


NOV 


IS 


.475 


DEC 


15 


435 



FLOW DATA 



"-X-BIOCHEMICAL OXYGEN DEHAND-x— 



SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 H3 



.409 


.518 


.558 


2.058 


.480 


.811 


.490 


.660 


.440 


.532 


.445 


.620 


.400 


.577 


.420 


.608 


.439 


.539 


.402 


.553 


.516 


1.356 


.498 


.628 



53,000 



1.650 



MG/L 

90 
160 
144 

90 
207 
114 
163 

107 

88 
93 



MG/L 



11.6 



11.8 



INFLUENT EFFLUENT 
MG/L MG/L v. 



132 
190 
192 
140 
229 
248 
298 



25.9 



99 

82 
126 



27.7 



— -><-— TOTAL PHOSPHORUS — -> 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



3.9 
5.8 
9.5 
5.1 
7.7 
€.5 
9.2 



5.1 

4.7 
4.1 



1.85 



.86 



TOTAL 

167.428 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.45» 



2.058 53.000 



127 11.7 86 



10 



173 26.8 73 



IS 4 



6.1 1.35 72 



1« 4 



319 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St, H. 

P.O. Box 2112 

811-521-7640 



320 



REGION 2 - I 

WEST CENTRAL ' 



321 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ARTHUR LAGOON 



WORKS NUMBER : 1100008SZ 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ARTHUR 

02 HEST-CENTRAL 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,699 

1,674 

98.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.981 1000 M3 DESIGN BODS : 0.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA ---x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — -> 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/e'i-DEC/a* 



AVG DAY 

1000 MJ 

/DAY 



JAN 


26.340 




.840 


FEB 


49.820 


1 


.710 


MAR 


39.250 


1 


260 


APR 


41.610 


1 


380 


MAY 


30.580 




.990 


JUN 


30.940 


1 


.030 


JUL 


21.660 




.700 


AUG 


21.680 




.720 


SEP 


23.930 




.800 


OCT 


23.190 




.740 


NOV 


32.890 


1 


.090 


DEC 


36.490 


1 


.170 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



HG/L 



MG/L y. 



20.690 


160 


13.6 


147.200 


116 
150 


13.0 



90.860 



120 
275 

116 

las 



12.4 



INFLUENT EFFLUENT 
HG/L MG/L v. 



118 
109 



347 
97 
61 

122 

128 

91 

168 



19.1 

30.0 



15.6 



INFLUENT EFFLUENT 
MG/L MG/L V. 



5.0 
1.8 



4.0 
5.6 
5.1 

3.0 
6.5 
4.5 

5.2 



2.18 
.68 



.78 



TOTAL 



378.380 



AVERAGE 



1.036 



148 13.0 89 



137 21.5 82 



4.5 1.21 72 



MAXIMUM 



NO. OF SAHPLES 



147.200 



* z 



9 t 



322 



OHTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HARRISTON LAGOON 



WORKS NUMBER : 110000329 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

HARRISTON 

02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,664 
1,965 
104.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.995 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<i-DEC/8'i 



AVG DAY 

1000 H3 

/DAY 



JAN 


46.180 


1.490 


FEB 


95.870 


3.300 


HAR 


81.540 


2.630 


APR 


65.850 


2.190 


«AY 


45 . 740 


1.486 


JUN 


55 . 770 


1.860 


JUL 


41.050 


1,320 


tm 


30.840 


.990 


SEP 


32.570 


1.080 


ACT 


30.910 


1.030 


NOV 


30.500 


1.020 


DEC 


65.500 


Z.llO 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



80.000 
80.000 



13.104 



MG/L 

85 

1000 

489 

55 

64 

22 

22 

110 

122 



MG/L y. 



23.1 
28.2 



INFLUENT EFFLUENT 
MG/L MG/L y. 



80 

9610 

1200 

85 

451 



17.5 
43.4 



17.9 



57 

114 
169 



253 



INFLUENT EFFLUENT 
HG/L MG/L X 



6.4 
5.3 

21.8 
13.7 
24.4 



5.40 
5.25 



19.0 



4.9 
4,8 
4.4 



17.2 



8.93 



TOTAL 

622.320 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.708 



80.000 



218 23.0 66 



16 



1333 26.6 87 



1« 2 



11.4 6.52 62 



1« s 



323 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
JARVIS LAGOON 



REPORT TYPE 001 
REPORT date: 27 DEC 85 



WORKS NUMBER 



120001431 



MUNICIPALITY : KANTICOKE (JARVIS) 
REGION : 02 WEST-CENTRAL 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.545 1000 H3 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



19,583 

1,190 
6.0 



DESIGN BODS 



Q.O MG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/8'i-DEC/8<* 



FLOH DATA 



AVG DAY 

1000 M3 

/DAY 



— x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 

INFLUENT EFFLUENT 



MAX DAY T. VOL. TO 

1000 M3 W/CQURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L y. 



JAN 


12.630 


.400 


.590 






140 






FEB 


19.900 


.680 


1.000 






41 






MAR 


25 . 790 


.832 


1.100 






165 






APR 


23.700 


.790 


1.100 


72 


030 


90 


10 


1 


MAY 


19.400 


.620 


.800 


24 


010 


81 


25 


9 


JUN 


52.750 


1.750 


16.000 






218 






JUL 


20. ZOO 


.651 


1.000 






124 






AUG 


15.100 


.487 


.600 






134 






SEP 


36.700 


1.220 


2.900 


96 


070 


123 


14 


2 


OCT 


27.300 


.880 


1.500 






144 






NOV 


33.200 


1.100 


1.600 






U 






DEC 


53.100 


1.710 


2.000 






130 







MG/L 



MG/L '/. 



1M7 
65 




145 




145 


30.9 


93 


52.5 



IM 
107 
12S 
137 
09 
131 



♦.7 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



6.9 
4.0 

4.3 

5.5 

10.1 



6.0 
6.1 
8.5 
4.9 

6.S 



.42 
.75 



.39 



TOTAL 



339.770 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 
324 



.927 



16.000 96.070 



121 16.7 81 



IS 1« 



155 31 . 71 



13 . 14 



6.6 .51 90 



11 14 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

NASTE STABILIZATION PONDS - PERFORMANCE REPORT 
STELCO IND. PARK LAGOON 



WORKS NUMBER : 110003371 



THEATHENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

NANTICOKE 

02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



t 



7,983 



0.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.045 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 MS 


DATE 


1000 H3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L 



INFLUENT EFFLUENT 
MG/L MG/L X 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



JAN 


S.876 


.125 


.125 




FS 


S.236 


.181 


.181 




NAB 


5.984 


.193 


.340 




ARR 


5.163 


.172 


.340 




MY 


S.032 


.162 


.272 


22 


mm 


4.690 


.156 


.272 


19 


JUL 


5.916 


.191 


.476 


35 


M» 


10.064 


.324 


.340 




SEP 


7.320 


.244 


.400 104.576 10 


OCT 


5.440 


.175 


.246 


3 


NOV 


5.100 


.170 


.200 


11 


OK 


2.100 


.005 


.246 


9 



1.5 



11 
22 
51 
5D 

15 

5 

20 

2 



2.5 



.» 
1.2 
1.2 
».♦ 
1.4 
2.1 
S.« 
1.1 



.24 



TOTAL 

65.926 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.175 



.476 104.576 



15 1.5 65 



23 2.5 83 



» 4 



l.« .24 82 



f 4 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
PORT ROWAN LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001113 



MUNICIPALITY : NORFOLK (PORT ROWAN) 
REGION : 02 WEST-CENTRAL 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



10,769 
720 
6.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.727 1000 MS DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA x-BIOCKEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 H3 


/DAY 


JAN/8<t-DEC/8'i 




JAN 7.570 


.2^4 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L X 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



INFLUENT EFFLUENT 
MG/L MG/L V. 



JAN 


7.570 


.214 


.316 


FEB 


10.S76 


.365 


.130 


MAR 


10.521 


.339 


.456 


APR 


9.622 


.320 


.462 


MAY 


7.622 


.245 


.339 


JUN 


7.893 


.263 


.898 


JUL 


7.35<( 


.237 


.294 


AUG 


7.359 


.237 


.317 


SEP 


7.25't 


.242 


.296 


OCT 


6.992 


.226 


.255 126.000 


NOV 


7.686 


.256 


.329 


DEC 


9.100 


.294 


.553 



7.0 



5.9 



.64 



TOTAL 

99.552 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.272 



7.0 



5.9 



.64 



.898 126.000 
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32 7 




CENTRAL REGION (3) 

REGIONAL OFFICE 

TORONTO 

7 Overlea Blvd. 

416-424-3000 



328 



REGION 3 - 
CENTRAL 



i 



329 



330 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HAVELOCK LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



NORXS NUMBER '• 110003.765 
TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY : HAVELOCK 

REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,309 
1,337 
102.1 



OPERATINS AUTHORITY! KINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.581 1000 M3 



DESIGN B0D5 



200.0 MG/L 



DESIGN SUSP. SOLIDS 



250.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8*-DEC/8<i 

JAN 19.012 



HAR 
AM 
MY 
JIM 
JUL 
AU6 
SEP 
OCT 



sec 



19.695 
22.849 
27.222 
25.97<* 
20.3&7 
20.111 
21.129 
19.853 
18. M9 
19.493 
20.870 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 H/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 HG/L HG/L 'A 



152 
ZOO 
153 

166 10.1 
61 13.3 
207 
195 
122 
115 
228 

147 7.9 
128 



.613 


.939 


.679 


.964 


.737 


.959 


.907 


1.027 


.838 


1.027 


.679 


.937 


.649 


.736 


.681 


.859 


.662 


.782 


.595 


.659 


.650 


.750 


.673 


.773 



INFLUENT EFFLUENT 
MG/L MG/L •/. 



141 






170 






174 






153 


20 


4 


82 


14 


8 


18 






216 






135 






120 






279 






165 


11 


.2 


147 







INFLUENT EFFLUENT 
MG/L MG/L y. 



i.3 




4.C 




JI.7 




5.8 


.57 


3.S 


.5« 






«.l 




• •2 




6.« 




8.9 




C.S 


.65 


7.5 





TOTAL 

255.014 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.697 



1.027 



156 10.4 88 



12 9 



150 15.4 87 



iZ 9 



6.0 .58 88 



U 9 
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SOUTHEASTERN REGIOH (4) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 



332 



REGION 4 - A 

SOUTHEASTERN ' 



333 



ONTARIO MINISTRY OF THE ENVIRONMEm UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ALFRED LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110001836 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.713 1000 N3 



MUNICIPALITY : ALFRED 

REGION : 04 SOUTHEASTERN 

CURRENT POPULATION 
POPULATION SERVED : 
PERCENT SERVED : 



1,043 
1,055 
101.1 



DESIGN BODS 



. HG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/84-DEC/84 



FLOW DATA 



__.><_BI0CHEM1CAL OXYGEN DEMAND-><~- SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 HG/L MG/L Z 



4«7 

2025 8.0 
136 S.Z 

IW 
l«7 
lU 
155 
!«• 
145 



JAN 


16.170 


.521 


.618 


FEB 


18.161 


.626 


.898 


MAR 


17.29S 


.557 


.77D 


APR 


18.212 


.607 


.764 


MAY 


15.789 


.509 


.593 


JUN 


12.500 


.417 


.509 


JUL 


13.286 


.428 


.551 


AUG 


13.082 


.422 


.597 


SEP 


17.<t55 


.580 


.824 


OCT 


16.972 


.547 


.788 


NOV 


17.231 


.574 


.855 


DEC 


16.235 


.524 


.730 



INFLUENT EFFLUENT 
HG/L MG/L y. 



93S 

752 

3«8 
5240 19.5 

1«2 20.0 
1043 

500 

172 

202 

2S9 

158 

116 



._>< TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 

m/L MG/L y. 



7.7 
15.3 
8.6 
7.1 
7.5 
9.7 
7.6 
5.8 



1.40 
.87 



TOTAL 

192.386 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.526 



.AM 



SOS 8.1 96 



a 



642 19.7 93 



23 



8.6 1.13 86 



15 4 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
CASSELMAN LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER 5 H0002Z01 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY : CA5SELMAN 

REGION : O^t SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,765 

1,3&« 

77. S 



OPERATING AUTHORITY; MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.363 1000 M3 DESIGN BODS = 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'» 

JAN 17.Z10 



FEB 
WU 
APR 
HAY 
MH 
JUL 
AU8 



OCT 



mm 



20.160 
22.520 
32.<i90 
22.900 
13.410 
18.460 
20.140 
17.360 
17.670 
ia.57G 
19.810 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 

.555 

.695 
.727 
1.083 
.739 
.614 
.596 
.650 
.678 
.570 
.612 
.640 



/DAY 



1000 M3 



.620 
1.010 
1.080 

1.570 55.600 
1.110 68.500 

.680 

.620 

.770 

.610 

.590 

.700 115.490 

.830 



MG/L 

46 
45 
52 
40 
78 
68 
85 
60 

125 
75 



MG/L 



10.0 

19.0 



1.2 



INFLUENT 


EFFLUENT 


HG/L 


MG/L X 


29 




4iB 




22 




26 


6.0 


33 


49.0 


3S 




«S 




29 




72 




29 


6.5 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



4.8 
4.4 
5.4 
4.0 

7.6 

7.2 



.60 

1.00 



1.20 



TOTAL 

245.500 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.672 



1.570 115.490 



67 10.0 85 



le 



38 20.5 77 



le 



S.5 



.93 81 
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ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
CHESTERVILLE LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER : 110000114 



TREATMENT FACILITY : CONVENTIONAL LASOON SEASONAL 



MUNICIPALITY : CHESTERVILLE 

REGION : 0<f SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,397 
l,<t57 

lO't.Z 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.027 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS —><— TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 H3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 MS MG/L MG/L '/. 



INFLUENT EFFLUENT 
HG/L MG/L X 



INFLUENT EFFLUENT 
MG/L MG/L y. 



JAN 


16.961 


.563 




.641 


FEB 


27.056 


1.002 


1 


.919 


MAR 


26.537 


.884 


1 


.243 


APR 


<«8.773 


1.625 


2 


.869 


HAY 


22.1'i't 


.758 


1 


.025 


JUN 


17.161 


.591 




.637 


JUL 


X3.308 


.429 




.730 


AUG 


14. 7« 


.477 




.727 


SEP 


15.188 


.471 




.711 


OCT 


14.804 


.476 




.534 


NOV 


14.409 


.480 




.505 


DEC 


18 . 053 


.562 




.642 



3« 

S4 
20 
5» 

96 



12.5 



6.6 



63 
64 
61 
54 

85 

57 

104 

110 

62 



36.0 



8.0 



3.5 

4.2 
5.8 
S.4 
3.4 



4.40 



TOTAL 

247.188 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.692 



2.869 



n 9.2 37 



IS 3 



73 22.0 33 



13 2 



4.4 4.40 



« I 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
AMHERSTVIEW LAGOON 



WORKS NUHBER : 110000196 



TREATMENT FACILITY t CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE-. 7 NOV 85 

ERNESTOWN (AMHERSTVIEWJ 
Ct SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11,101 

6,772 

61.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : Z.391 1009 MS DESIGN BODS : 0.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— - FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



HG/L 



MG/L 7. 



INFLUENT EFFLUENT 
HG/L M6/L V. 



INFLUENT EFFLUENT 
MG/L HG/L '/. 



JAN 


67.817 


2.187 


2.566 


67.817 


FEB 


91. 0*47 


3.140 


6.553 


91.047 


HAR 


88.'i42 


2.948 


6.118 


88 . 442 


APR 


117.560 


3.919 


7.148 


117.560 


MAY 


89 . 35* 


2.680 


4.667 


89 . 354 


JIM 


68.895 


2.290 


2.749 


68 . 895 


JUL 


69.<»0'i 


2.240 


2.560 


69.404 


KM 


84 . 078 


2.710 


7.240 


84.078 


U» 


66.818 


2.220 


2.749 


66.618 


OCT 


63.407 


2.050 


2.199 


63.407 


NOV 


66.582 


2.220 


2.749 


66.582 


DEC 


79.751 


2.580 


4.020 


79.751 



76 


21 





39 


21 





120 


36 





150 


42 





17 


37 





134 


24 





66 


44 





105 


29 





130 


34 





390 


21 


.0 



80 


17 





76 


20 





82 


85 





186 


43 





18 


78 





132 


104 





90 


92 





132 


76 





104 


49 





590 


40 






5.6 


1.50 


5.5 


3.30 


2.7 


6.20 


8.8 


4.90 


8.4 


3.50 


7.4 


4.10 


4.6 


4.70 


7.2 


5.00 


6.6 


4.10 


12.0 


3.00 



TOTAL 

953.155 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.615 



7.240 117.560 



122 30.9 68 



17 11 



149 60.4 62 



17 U 



6.8 4.03 50 



17 le 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
RICHMOND LAGOON {MUN.X985) 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MORKS NUhSER = 110001140 



MUNICIPALITY : GOULBOURN (RICHMOND) 
REeiON : 04 SOUTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



9,720 
1,773 

ie.2 



OPERATINS AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.454 1000 M3 



DESIGN BOOS 



0.0 M6/L 



DESIGN SUSP. SOLIDS 



. MG/L 



FLOM DATA 



_._><-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



TOTAL 
VOLUME 
DATE 1000 H3 

J AN/e4- DEC/84 



AVG DAY HAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L '/. 



JAN 


35.805 


1.150 


1.500 


FEB 


55.539 


1.915 


2.900 


MAR 


52.035 


1.679 


2.500 


APR 


75.175 


2.506 


2.800 


MAY 


71.151 


2.29S 


2.800 


JUN 


54.136 


1.800 


3.000 


JUL 


45.548 


1,469 


1.800 


AUG 


46.832 


1.511 


1.700 


SEP 


44.589 


1.486 


1.60G 


OCT 


43.137 


1.390 


1.500 


NOV 


45.577 


1.518 


1.700 


DEC 


54.112 


1.746 


2.000 



88 




S« 




202 




24 


16.0 


87 


10.0 


67 




11« 




WiB 




108 




126 


13.1 


160 


13.6 


121 





INFLUENT EFFLUENT 
M6/L MG/L y. 



185 




122 




410 




190 


25.8 


148 


20.5 


146 




169 




414 




169 




173 


14.3 


128 


16.9 


152 





-X TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 
MG/L MG/L V. 



7.2 

5.6 

4.4 1.05 

4.3 .60 

6.2 

6.5 

8.1 

6.7 

7.3 1 . 77 

5.6 1.60 

6.4 



"TOTAL 



623.636 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.705 



3.000 



113 13.1 75 



24 21 



200 19.3 87 



24 21 



6.2 1.25 77 



SS 1» 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
LANCASTER LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110001925 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY : LANCASTER 

REGION : O^t SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



635 
600 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.590 1000 M3 DESIGN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS —~>< TOTAL PHOSPHORUS > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 H3 


/DAY 


JAN/84-DEC/8<i 




JAN 11.506 


.371 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 



SEP 
OCT 
MOV 



15.568 

17.167 

22.551 

19.524 

11.690 

8.920 

9.064 

8.413 

8.760 

8.975 

15 . 032 



MAX DAY T. VOL. TO 

1000 H5 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



.371 


.446 




.537 


.779 




.554 


.775 




.752 


1.038 


14.712 


.636 


.898 


103.473 


.390 


.500 




.288 


.362 




.293 


.410 




.280 


.341 




.283 


.548 




.299 


.378 




.485 


.910 





MG/L 

130 
135 
105 

60 
140 

60 
115 
140 
150 

80 
200 

85 



MG/L y. 



24.0 
26.0 



INFLUENT EFFLUENT 
MG/L MG/L y. 



178 
145 
134 

48 28.0 
123 39.0 

54 
119 
200 
260 
125 
175 
104 



INFLUENT EFFLUENT 
HG/L MG/L y. 



1.5 


3.30 


6.7 


2.60 


4.8 




5.6 




7.4 




10.0 




5.8 




10.0 




4.8 





"TOTAL 

157.170 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.4S0 



1.038 103.473 



116 



12 



25.0 70 



12 



138 



12 



33.5 54 



6.1 



2 . 95 61 



339 



ONTARIO MINISTRY OF THE ENVIRONMEKT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HADOC LAGOON 



REPORT TYPE 001 
REPORT DATE; 7 NOV 65 



WORKS NUMBER = 110001051 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



0PERATIN6 AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.363 1000 M3 



MUNICIPALITY : MADOC 

REGION : 04 SOUTHEASTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED : 



1,285 

850 

66.1 



DESIGN BODS 



. KG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<!»-0EC/84 



FLON DATA 



TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



JAN 


15 . 934 


.514 


FEB 


31.971 


1.102 


MAR 


26.323 


.849 


APR 


50.736 


1.690 


MAY 


28.335 


.914 


JUN 


25.748 


.858 


JUL 


13.171 


.425 


AUG 


18.891 


.609 


SEP 


14.861 


,495 


OCT 


12.305 


.397 


NOV 


17.592 


.586 


DEC 


17.180 


.554 



— x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— 

INFLUENT EFFLUENT 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L '/. 



rt 



IBS 




46 


15.3 


50 


7.0 


12S 




1«9 




2se 




n 




77 


6.0 


U2 


a,e 


148 





INFLUENT EFFLUENT 
MG/L MG/L v. 



107 






464 






110 






71 


25 





55 


26 





185 






219 






95 






70 






81 


24 


.0 


116 


15 


.0 


162 







MG/L 



MG/L y. 



4.2 


.45 


4.4 


.80 


6.6 




8.6 




5.2 




3.3 




5.2 


.75 


6.7 


.43 


6.6 





™TOTAL 



273.047 



AVERAGE 



MAXIMUM 



.749 



US 9.5 84 



146 22.5 68 



5.6 .60 87 



NO. OF SAMPLES 



19 



11 



19 



11 



IS 



11 



340 



ONTARIO MIKISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
PLANTAGENET LAGOON 



WORKS NUMBER = 110001621 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

PLANT AGENET 

01 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



864 

876 

101. S 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.S90 1000 MS DESIGN BODS 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

< FLOW DATA — x-BIOCHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS ---><— TOTAL PHOSPHORUS > 





TOTAL 


AVG 


DAY 


MAX 


DAY 




VOLUME 


1000 M3 


1000 M3 


DATE 


1000 MS 


/DAY 


/DAY 


JAN/84 -DEC/8<> 










JAN 


13.083 




.422 




.502 


FEB 


19.626 




.676 


1 


.175 


HAR 












APR 


31.076 


1 


.036 


2 


.018 


HAY 


22.862 




.737 




.914 


JUN 


12. 3« 




.411 




.602 


JUL 


W.322 




.462 




.644 


AUG 


14.668 




.473 




.560 


SEP 


12.308 




.410 




.477 


OCT 


XI. 733 




.378 




.466 


NOV 


14.466 




.482 




.639 


DEC 


15.661 




.SOS 




.787 



1000 M3 W/COURSE INFLUENT EFFLUENT 
1000 MS HG/L MG/L X 



111 
117 



15 
70 
115 
150 
105 
106 
115 
260 
100 



17.0 
5.8 
2.0 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



144 
201 



14 


16 


3 


61 


20 


7 


971 


6 





143 






135 






256 






270 






723 






136 


10 






INFLUENT EFFLUENT 
MG/L MG/L '/. 





.50 


4.2 


.40 


10.2 


.40 


6.7 




S.9 




6.1 




7.e 




IS. 5 




5.0 


.50 



""total 

182.147 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



• 5^5 



2.018 



114 8.2 94 



20 8 



277 13.2 86 



20 10 



7.3 .45 92 



14 « 



341 



ONTARIO MINISTRY OF THE ENVIRONMENT UTIklTY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
STIRLING LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 65 



WORKS NUMBER : 110000686 



treatment facility 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : STIRLING 

REGION : Q4 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,65S 
1,700 
102.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.136 1000 M3 



DESIGN B0D5 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/«4-DEC/e* 



FLOW DATA 



— _><_BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS ><— 



TOTAL PHOSPHORUS 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L V. 



JAN 


17.730 


.570 


FEB 


24.850 


.S50 


MAR 


23 . 000 


.7^0 


APR 


55 . 570 


1.850 


MAY 


S'i.570 


1.120 


JUN 


22.300 


.7<iO 


JUL 


2<i.0O0 


.770 


AUG 


26.750 


.860 


SEP 


26.750 


.860 


OCT 


21.030 


.670 


NOV 


22.590 


.750 


DEC 


l^.S^tO 


.630 



80.040 



360 



U& 



708 



use 



le.e 



INFLUENT EFFLUENT 
MG/L MG/L V. 



92 
180 
IIB 
162 
162 
1500 

570 



37.0 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



9.0 

14.5 

11.0 

8.6 

8.6 

27.0 

54.0 



1.78 



■^OTAL 

318.580 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.868 



W*& 12.0 



80.040 



397 37.0 



8 3 



16.1 1.78 



3 



342 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
TWEED LAGOON 



WORKS NUMBER : 12000095E 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV »5 

TWEED 

04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,545 
1,629 
105.4 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY 5 1.209 1000 M3 



DESIGN BODS 



0.0 



MG/L 



DESIGN SUSP. SOLIDS 



0.0 



MG/L 



TOTAL 
VOLUME 
DATE 1000 M5 

JAN/8'i-DEC/84 



FLOM DATA 



___><-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



AVG DAY 

1000 MS 

/DAY 



JAN 


35.100 


1 


130 


FEB 


108.680 


3 


750 


MAR 


87.470 


2 


820 


APR 


58.500 


1 


950 


MAY 


83.000 


2 


.680 


JUM 


38 . 000 


1 


.290 


JUL 


30.000 


1 


.000 


AUG 


47.120 


1 


.520 


SEP 


23.700 




.790 


OCT 


26.040 




.840 


NOV 


24.600 




.820 


DEC 


24.160 




.780 



MAX DAY T. VOL. TO 

1000 M3 W/COUnSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



MG/L 



MG/L '/. 



65 . 640 


55 


11.0 


164.100 


73 
58 
65 
60 

ao 


10.0 


76.600 




1.6 


76.580 


175 


10.0 



INFLUENT EFFLUENT 
H6/L HG/L '/. 



20 


10 







17 





79 






88 






151 






104 






93 








1 


.0 


160 


21 


.0 



INFLUENT EFFLUENT 
MG/L MG/L '/, 



.50 



4.6 
4.4 
6.6 
4.8 

5.0 

6.2 



.40 
.68 



TOTAL 



586,390 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.614 



164.100 



78 



8.1 81 



99 



12.2 68 



5.1 



.56 89 



i r 



343 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
VANKLEEK HILL LAGOON 



WORKS NUMBER : 110001658 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

VANKLEEK HILL 
O'i SOUTHEASTERN 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.909 1000 M3 DESIGN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 
< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



1,718 

1,7U 

99.5 



TOTAL 
VOLUME 
DATE 1000 M5 

JAN/8^-DEC/8<i 



JAN 


25.552 


.824 


FEB 


32.852 


1.133 


MAR 


29.026 


.936 


APR 


49.247 


1.642 


MAY 


29.584 


.954 


JUN 


20.939 


.696 


JUL 


20.615 


.665 


AUG 


21.118 


.681 


SEP 


21.578 


.719 


OCT 


19.630 


.633 


NOV 


19.135 


.637 


DEC 


27.401 


.884 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L X 



lift 
«• 

86 

49.410 45 16.0 
50 

102 
US 
IM 

S9 

7ft 



INFLUENT EFFLUENT 
MG/L MG/L Z 



196 
108 
123 

98 19,0 

77 

87 
139 
142 

97 

95 

75 

98 



INFLUENT EFFLUENT 
MG/L MG/L /. 



3.4 
3.6 
4.7 
6.2 
3.8 
6.4 
5.7 
4.4 
4.4 



4.20 



TOTAL 

316.677 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.867 



49.410 



n 16.0 64 



tt s 



111 19.0 80 



21 



4.7 4.20 



14 1 



344 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WESTPORT LAGOON 



WORKS NUMBER : 110001S50 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

WESTPORT 

O^i SOUTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



677 

614 

90.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.327 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8't-DEC/8'i 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L '/. 



JAN 


7.800 


.252 


.318 










FEB 


11.191 


.373 


.537 






42 




MAR 


10.222 


.330 


.380 






124 




APR 


15. -iS? 


.515 


.7^12 


50 


649 


46 


10.8 


MAY 


11.807 


.381 


.<t27 


3 


896 


82 


26.0 


JUN 


9.813 


.327 


.394 






183 




JUL 


9.S79 


.309 


.406 






168 




Mie 


9.150 


.295 


.435 






410 




SEI> 


7.823 


.261 


.280 






93 




OCT 


7.329 


.236 


.303 






138 




NOV 


6.868 


.229 


.297 


42 


533 


140 


11.4 


DEC 


6.780 


.219 


.281 






253 





INFLUENT EFFLUENT 
MG/L MG/L v. 



66 




110 




1X6 


17.8 


85 


49.0 


173 




165 




747 




124 




117 




136 


14.9 


209 





INFLUENT EFFLUENT 
MG/L MG/L '/. 



a.i 

7.S 
8.7 

17.1 

19.0 

7.S 

8.2 

15.7 



1.79 
1.00 



.52 



TOTAL 



113.821 



AVERAGE 



MAXIMUM 



.311 



.742 50.649 



152 



16.0 79 



186 



27.2 72 



11.5 



1.10 90 



NO. OF SAMPLES 



18 



15 



u 



u 



IS 



IS 



345 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WINCHESTER LAGOON 



HORKS NUMBER 



110001202 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

HINCHESTER 

Ct SOUTHEASTERN 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,999 
2,002 
100.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.909 1000 MS 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 



MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/S<i- DEC/84 



FLOM DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 



AV6 DAY 

1000 MS 

/DAY 



JAN 


29.275 


.975 


1.005 


FEB 


37.601 


1.297 


1.678 


HAR 


36.430 


1.214 


1.667 


APR 


50.821 


1.694 


2.071 


HAY 


36.521 


1.217 


1.435 


JUN 


31.042 


1.074 


1.079 


JUL 


28.226 


.910 


.999 


AUG 


54.271 


1.106 


1.884 


SEP 


26.050 


.930 


1.059 


OCT 


28.246 


.911 


.950 


NOV 


25.077 


.836 


.985 


DEC 


32.207 


1.039 


1.088 



MAX DAY T. VOL. TO 

1000 M2 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L V, 



76 

lis 

62 
55 



26.8 



S45 



23« 



14. » 



INFLUENT EFFLUENT 
HG/L MG/L V. 



172 
163 
123 
137 
80 



36.3 



257 
160 
337 
210 



36.0 



INFLUENT EFFLUENT 
MG/L MG/L V, 



6.8 

13.0 
25.0 
20.0 
16.0 



6.40 



"TOTAL 

395 . 767 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.100 



2.071 



ISl 20.4 56 



14 5 



184 36.1 73 



14 4 



16.1 6.40 



7 1 



346 



Li 



347 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



348 



REGION 5 
NORTHEASTERN 



349 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
MANITOWANING LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001408 



MUNICIPALITY : ASSIGINACK( MANITOWANING) 
REGION : 05 NORTHEASTERN 



TREATMENT FACILITY t CONVENTIONAL LAGOON SEASONAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



622 

440 

53.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.250 1000 M5 DESIGN B0D5 : 0,0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

FLOW DATA — -x-BIOCHEHICAL OXYGEN DEMAND-><-~ SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS — -> 



< 

TOTAL 

VOLUME 
DATE 1000 H3 

JAN/e<t-DEC/8't 



AVG DAY 

1000 MS 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L v. 



JAN 


5.733 


.186 


.212 






175 


FEB 


13.371 


.461 


1.024 






tz 


MAR 


9.189 


.296 


.490 






95 


APR 


9.993 


.333 


.506 


16 


163 


92 


MAY 


6.101 


.197 


.355 






23 


JUN 


6.861 


.229 


.251 






1» 


JUL 


5.277 


.170 


.205 






U9 


AUG 


4.809 


.155 


.168 






9S 


SEP 


6.097 


.203 


.401 






IS 


OCT 


7.110 


.229 


.455 






22 


NOV 


9.025 


.301 


.925 


25 


002 


13 


DEC 


10.502 


,339 


.622 






40 



14.4 



11.2 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



158 
135 
114 
151 34.3 

29 

19 
106 

76 

26 

23 

20 42.0 

66 



INFLUENT EFFLUENT 
MG/L MG/L V, 



8.2 

4.2 

3.7 

6.0 2.14 

1.5 

.8 
5.8 
5.9 

.7 

.7 

.8 I.IS 

2.7 



TOTAL 

94 . 068 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.258 



1.024 25.002 



66 12.8 49 



tX XI 



76 38 . 1 77 



21 17 



3.4 1.66 64 



21 11 



350 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BRUCE MINES LAGOON 



WORKS NUMBER : 110001756 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

BRUCE MINES 

05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



624 

525 

M.t 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.286 1000 M3 DESIGN B0D5 : 200.0 MG/L DESIGN SUSP. SOLIDS : 200.0 MG/L 

< FLOW DATA X-8I0CHEMICAL OXYGEN DEMAHD-x— SUSPENDED SOLIDS — ><— - TOTAL PHOSPHORUS — > 





TOTAL 


AV6 DAY 




VOLUME 


1000 M3 


DATE 


1000 MS 


/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



MG/L 



MG/L 'A 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



INFLUENT EFFLUENT 
MG/L MG/L y. 



JAN 


7.<t5<i 


.240 


.258 


FEB 


11.167 


.385 


.552 


MAR 


10.826 


.349 


.491 


APR 


13.001 


.433 


.496 


MAY 


8.517 


.275 


.346 


JIM 


7.072 


.235 


.266 


JUL 


9.472 


.305 


.370 


AUG 


8.222 


.265 


.324 


SEP 


10.455 


.348 


.643 


OCT 


13.29S 


.428 


.577 


NOV 


13.171 


.439 


.774 


!«: 


12.S41 


.414 


.556 



51.224 



51.224 



S9 

21 

98 

SO 

116 

102 

76 

133 

91 

31 

44 

45 



21.4 



13.5 



n 

44 
TS 
47 
53 
49 
43 

n 

100 

tt 

32 
110 



24.0 



15.8 



5.1 

5.1 
7.0 
• .« 
8.4 
5.1 
4.f 
3.4 
2.5 
4.7 
.« 



1.65 



2.84 



TOTAL 

125.491 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.343 



.774 51.224 



70 17.4 63 



19 



59 19.9 49 



W « 



4.6 2.24 58 



19 « 



351 



OKTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BUmCS FALLS LAGOON 



HORKS NUMBER l 110001<)26 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.681 1000 N3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

BURKS FALLS 

05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



895 

600 

89.3 



DESIGN BODS 



0.0 HS/L 



DESIGN SLtSP. SOLIDS 



. HG/L 



< — >- 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/S'k-DEC/S'i 



FLOH DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 HG/L HG/L X 



JAN 


8.374 


.270 


.271 




12S 


FEB 


7.808 


.269 


.271 




B5 


MAR 


8.287 


.267 


.271 




ua 


APR 


10.016 


.334 


.336 




ra 


MAY 


9.308 


.300 


.313 


61.560 


77 


JUN 


10.491 


.349 


.352 




77 


JUL 


9.167 


.296 


.418 




lee 


AUG 


8.402 


.271 


.397 




7e 


SEP 


8.018 


.267 


.441 




6« 


OCT 


10.345 


.334 


.338 


61.560 


105 


NOV 


11.217 


.374 


.441 




47 


DEC 


11.414 


.368 


.675 




35 



13.3 



3.2 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



72 

64 

87 

42 

66 15 . 1 

66 
219 
101 

82 
103 8.3 

59 

29 



TOTAL PHOSPHORUS — > 



INFLUENT EFFLUENT 
MG/L HG/L y. 



8.1 

6.6 

6.5 

2.7 

4.1 2 . 72 

4.1 

7.1 

6.1 

5.6 

6.6 1.94 

4.4 

2.1 



TOTAL 

112.847 



AVERASE 



HAXtMUM 



NO. OF SAMPLES 



.308 



8.2 89 



.675 61.560 



M le 



82 11.7 84 



16 10 



5.3 2.33 52 



18 10 



352 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
VERNER LAGOON 



WORKS NUMBER •■ 110001872 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 65 

CALDWELL (VERNER) 
OS NORTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,633 

1,116 

68.3 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.477 1000 M3 DESIGN BODS 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— - FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS -— >< TOTAL PHOSPHORUS — > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L X 



INFLUENT EFFLUENT 
MG/L HG/L Z 



INFLUENT EFFLUENT 
MG/L MG/L y. 



JAN 


lo.seo 


.351 


.476 




170 




FEB 


15.572 


.537 


1.088 




117 




MAR 


13.7X6 


.443 


.612 


10.337 


106 


19.2 


APR 


19.548 


.652 


.884 


19.548 


36 


23.7 


MAY 


15.708 


.507 


1.020 


51.896 


92 


20.3 


JUN 


19.720 


.657 


1.088 




113 




JUL 


15.912 


.513 


.680 


38.923 


98 


14.5 


AUG 


16.592 


.535 


.748 




204 




SEP 


15.232 


.508 


.748 


39.196 


77 


6.4 


OCT 


17.136 


.553 


.816 




100 




NOV 


16.864 


.562 


1.156 


46.713 


47 


2.2 


DEC 


19.040 


.614 


1.020 


28.245 


70 


4.1 



99 






107 






161 


27 


1 


50 


25 


2 


110 


41 


8 


188 






99 


18 


5 


150 






73 


15 


4 


425 






65 


8 


4 


83 


5 


5 



5.5 




3.7 




5.1 


1.80 


2.1 


1.23 


2.8 


1.10 


4.8 




4.5 


1.17 


4.0 




S.Z 


.M 


2.6 




2.1 


.25 


3,7 


.«? 



TOTAL 



195 . 940 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.53* 



1.156 51.896 



102 12.9 80 



24 29 



134 20.2 76 



24 29 



3.6 .98 69 



M 2« 



353 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ST. CHARLES LAGOON 



WORKS NUMBER : 110002256 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

CASIMIR J. A. (ST CHARLES) 
05 NORTHEASTERN 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: HINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.545 1000 M3 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,218 

260 

22.9 



DESIGN B0D5 



. M6/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/84 



FLOM DATA 



_._><_BI0CHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/'DAY /DAY 1000 MS MG/L H6/L V. 



JAN 


6.190 


.199 


.218 


ist 


FEB 


9.^62 


.326 


.857 


lU 


MAR 


12.040 


.388 


.449 


M 


APR 


6.422 


.214 


.435 


lit 


MAY 


e.930 


.288 


.381 52.489 46 


JUN 


5.310 


1.770 


.326 


140 


^L 


6.500 


.210 


.258 


sie 


AUG 


5.890 


.190 


.218 


143 


SEP 


7.950 


.265 


.299 


IM 


OCT 


7.340 


.237 


.286 


176 


NOV 


8.770 


.283 


.326 


115 


DEC 


9.700 


.313 


.326 


lis 



12.9 



INFLUENT EFFLUENT 
MG/L MG/L y. 



129 

45 

96 
108 

90 17.6 

92 
281 
128 
205 
134 
121 
121 



TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 
MG/L MG/L V. 



4.1 
32.2 
18.0 
40.7 

1.4 .77 

1.3 

5.0 

4.6 
11.0 

4.7 

5.1 

5.5 



"TOTAL 

94.504 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.390 



.857 52.489 



1S3 12.9 71 



14 



129 17.8 80 



14 



11.1 .77 46 



14 



354 



ONTARIO MINISTRY OF THE ENVIRONMEMT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NOELVILLE LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : llOOOZ'iZB 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 



MUNICIPALITY ; COSBY M.M. (NOELVILLE) 
REGION : 05 N0RTHEASTERf4 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,570 

551 

35.0 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.795 1000 H3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

< FUOW DATA X-BIOCHEHICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 



TOTAL 

VOLUME 
DATE 1000 M3 

JAN/84-DEC/8<t 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



M6/L 



KG/L 



JAM 


5.660 


.183 


.259 




111 


FEB 


7.960 


.274 


.818 




42 


HAR 


6.740 


.217 


.313 




138 


APR 


8.300 


.277 


.423 




130 


liAY 


7.680 


.248 


.354 


71.660 


76 


JIM 


7.890 


.263 


.477 




178 


JINp 


6.850 


.221 


.300 






Aue 


6.770 


.218 


.259 




27 


SEP 


7.050 


.235 


.408 




80 


OCT 


6.990 


.225 


.300 


57.328 


132 


NOV 


8.350 


.276 


.572 






pec 


7.780 


.251 


.354 




133 



11.3 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



99 

220 
205 
185 
176 
7S 



10.8 



INFLUENT EFFLUENT 
HG/L MG/L '/. 



5.2 
2.7 
9.0 
7.2 
3.B 
3.4 



.02 



3.6 



«6 

263 
239 

211 



13.8 



2.S 
•.9 
«.9 

11.4 



• 09 



TOTAL 

88.020 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.241 



.818 71.660 



104 7.4 91 



19 



175 12.3 94 



19 



6.S .83 84 



19 



355 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
eORE BAY LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



MORKS NUMBER : 110002513 

TREATMENT FACILITY t CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.631 1000 H3 



MUNICIPALITY : GORE BAY 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



779 

780 
100.1 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8<i-DEC/8'i 

JAN 11.100 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



17.410 
15.000 
lii.iro 
11.620 
13.720 
10.280 
10.010 
10.180 
13.390 
l'*.57B 
15.320 



FLOW DATA 



— -x^BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS 



AVG DAY 

1000 MS 

/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M5 



.360 


.450 






.600 


1.140 






.420 


1.039 






.470 


.767 






.370 


.710 


111 


600 


.460 


.740 


22 


320 


.320 


.800 






.320 


.400 






.730 


.670 






.370 


.570 






.490 


1.100 


66 


.990 


.490 


.730 







MG/L 
319 

n 

106 

1S9 
79 

256 
iS 
49 

136 

9Z 



MG/L '/. 



11.8 
2.9 



5.» 



INFLUENT EFFLUENT 
HG/L HG/L Z 



507 
87 

120 
188 

41 
318 
192 

72 
382 



20.3 
22.5 



52.5 



216 



INFLUENT EFFLUENT 
MG/L MG/L y. 



5.2 
1.9 

3.8 

1.1 
5.9 
6.7 
1.9 
5.2 

4.4 



1.80 
.31 



2.28 



■^OTAL 



154.770 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.450 



1 . 140 111 . 600 



123 6.8 94 



9 2 



212 31.7 67 



10 



4.0 1.46 71 



9 2 



356 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NORTH COBALT LAGOON 



WORKS NUMBER : 110001382 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: KINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY t 0.340 1000 M3 



MUNICIPALITY 

REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

HAILEYBURY (N. COBALT) 
05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



600 
16.1 



DESIGN eOD5 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8'i-DEC/8'i 



JAN 


6.512 


FEB 


12.767 


HAR 


7.395 


APR 


13.814 


MAY 


13.363 


JIM 


10.260 


JUL 


12.959 


AU6 


11.561 


SEP 


14.337 


OCT 


15.810 


NOV 


20.794 


SES 


23.488 



FLOW DATA 



X-BIOCHEMICAL OXYGEN DEMAHD-x SUSPENDED SOLIDS 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



.211 


.371 


6.542 


.455 


1.454 


12.767 


.239 


.604 


7.395 


.460 


.960 


13.814 


.450 


1.854 


44.870 


.342 


1.043 




.416 


.807 




.373 


.721 


2.100 


.476 


.734 


14.337 


.525 


.763 


44.870 


.693 


1.252 




.758 


1.268 





HG/L 

1438 
40 

107 
73 
68 
26 
50 
59 

163 
44 
68 
65 



HG/L 



22.8 



24.0 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



S6 

90 

138 
S» 
61 

197 



15.7 



50 

181 

65 

172 

n 



9.0 



TOTAL PHOSPHORUS > 



INFLUENT EFFLUENT 
HG/L MG/L '/. 



«.3 
3.3 

5.7 

4.7 

3.3 2.33 

S.3 

2.7 

S.4 

7.7 

3.5 3.60 

S.7 

4.6 



TOTAL 



163.110 



AVERAGE 



MAXIMUM 



HO. OF SAMPLES 



.450 



1.854 44.870 



183 23 . 4 55 



22 



96 12.3 80 



2t 



4.6 2.96 29 



U 



357 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
LITTLE CURRENT LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 8S 



MOIHCS NUMBER : 110000392 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.927 1000 M3 



MUNICIPALITY : LITTLE CURRENT 
REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,453 
1,500 
103.2 



DESIGN BODS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/e<i-DEC/84 



FLOW DATA 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L '/. 



— X-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 

INFLUENT EFFLUENT 



DESIGN SUSP. SOLIDS : 0,0 HG/L 

_>< TOTAL PHOSPHORUS — > 



MAXIMUM 



NO. OF SAMPLES 



MG/L 



MG/L y. 



JAN 


16.770 


.540 


.700 










FEB 


15.S50 


.566 


.640 










MAR 


26,750 


.660 


1.040 






21 




APR 


25.150 


.840 


1.860 






23 




MAY 


19.750 


.640 


.810 






32 




JUN 


22.660 


.760 


.980 


77 


.800 




3-1 


JUL 


17.400 


.560 


.640 


52 


000 




16.5 


AUG 


17.050 


.550 


.680 


36 


900 


96 


4.2 


SEP 


17.740 


.590 


1.060 






17 




OCT 


21.390 


.690 


1.510 






96 




NOV 


24.190 


.810 


1.100 






a 




DEC 


25.400 


.820 


.980 










'TOTAL 


250.100 














AVERAGE 

















.686 



1.860 77.800 



15 
41 
39 



140 
25 
97 
23 



8.6 

12.4 

7.1 



7.9 95 



IS 



M 9.3 94 



10 



INFLUENT EFFLUENT 
MG/L MG/L y. 



4.3 

3.4 

.8 



.8 
1.4 
5.6 

.8 



3.10 
2.17 
2.04 



2.4 2.43 



10 



358 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
MOONBEAM LAGOON 



REPORT TYPE 001 
REPORT date; 7 NOV 85 



WORKS NUMBER : 110000230 

treatment facility : CONVENTIONAL LAGOON SEASONAL 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.6S0 1000 M3 



MUraCIPALITY : MOONBEAM 

REGION : 05 NORTHEASTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED i 



1,151 

1,000 

86. S 



DESIGN 8005 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



. MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8^-DEC/8'» 



FLOW DATA 



- — x-BIOCHEMICAL OXYGEN DEMAND-x- 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



JAN 


7.636 


.246 


.276 


FEB 


9.029 


.311 


.553 


HMI 


7.825 


.252 


.461 


AM 


15.9'i'i 


.531 


.553 


NAY 


13.829 


.446 


.553 


JUH 


16.A98 


.550 


.553 


JUL 


10.504 


.339 




AU6 


15.579 


.503 


.553 


SEP 


15.485 


.516 


.553 


OCT 


17.145 


.553 


.553 


NOV 


13.738 


.458 


.553 


DEC 


16,039 


.517 


.553 



7.710 



7.710 



HG/L 

300 

290 

188 

80 

86 

91 
111 
134 

110 



MG/L 



13.8 



8.4 



INFLUENT EFFLUENT 
HG/L MG/L V. 



381 



288 
76 

102 

142 

140 

132 

95 



14.6 



27.3 



INFLUENT EFFLUENT 
MG/L MG/L y. 



S«5 
l.f 

S.7 
2.2 



2.08 



E.C 

9.4 
4.7 



,a» 



TOTAL 

159.249 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.435 



.553 



7.710 



154 



11.1 87 



169 



20.9 76 



4.9 



1.47 43 



359 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
CALLANDER LAGOON 



WORKS NUMBER : 1100017<i7 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

NORTH HIHSWORTH (CALL) 
05 NORTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,501 
1,2Z0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.477 1000 M3 DESIGN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



TOTAL 

VOLUME 
DATE 1000 H3 

JAN/84-DEC/84 



JAN 


13 


171 


FEB 


20 


672 


MAR 


17 


237 


APR 


21 


212 


MAY 


21 


512 


JUN 


27 


SOS 


JUL 


21 


437 


AUG 


1* 


972 


SEP 


14 


551 


OCT 


17 


611 


NOV 


20 


.927 


DEC 


20 


.927 



AVG DAY 

1000 MS 

/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



.424 


.510 






.713 


.685 






.556 


.615 






.707 


1.020 






.682 


.990 


89 


568 


.910 


.975 






.691 


.765 






.463 


.525 






.485 


.570 






.568 


.720 


89 


600 


.654 


.705 


53 


150 


.653 


.705 







MG/L 

IM 

63 

123 

104 
80 
105 
110 
1£« 

91 
72 
70 



MG/L 



11.7 



2.1 
6.4 



INFLUENT EFFLUENT 
MG/L MG/L y. 



94 
43 
108 
107 
71 
84 
95 
98 



96 

144 

45 



8.4 



5.6 
7.8 



INFLUENT EFFLUENT 
MG/L MG/L y. 



4.4 

3.7 

5.9 

5.4 

3.9 .80 

4.8 

6.1 

5.7 



4.1 


.22 


3.3 


.27 


3.0 





TOTAL 

231.532 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.627 



1.020 89.600 



w 



19 



6.7 91 



89 7.2 92 



19 6 



4.5 .43 88 



17 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
POWASSAN LAGOON 



WORKS NUMBER = H0000613 
TREATMENT FACILITY 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

POWASSAN 

05 NORTHEASTERN 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 
REGULATED DISCHARGE VOLUME 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,105 

1,100 

99.5 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.845 1000 M3 DESIGN BODS 0.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<___ FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS —X— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



MG/L 



MG/L Z 



INFLUENT EFFLUENT 
HG/L MG/L Y. 



INFLUENT EFFLUENT 
MG/L MG/L V. 



JAN 


22.S71 


.722 


.935 


41 


FEB 


36.0'i<* 


1.243 


2.628 


16 


MAR 


45.848 


1.478 


5.326 


67 


APR 


32,070 


1.069 


2.320 


24 


MAY 


38 . 790 


1.251 


1.399 


54 


Jim 


3S.409 


1.114 


1.604 


71 


JUL 


29.467 


.951 


1.737 


26 


MIS 


20.981 


.677 


1.523 


50 


s» 








21 


OCT 


27.556 


.889 


1.924 


110 


MOV 


54.758 


1.159 


2.633 109.557 72 


DEC 


37.605 


1.213 


2.446 


180 



9.2 



28 
2« 

63 
23 
32 
47 
32 
20 
22 

129 
81 

132 



10.0 



2.5 
1.4 
4.« 
2.0 
2.2 
2.3 
2.3 
1.2 
3.2 
2.3 
3.« 
1.3 



.58 



TOTAL 

358.899 



AVERAGE 



MAXIMUM 



NO, OF SAMPLES 



1.070 



5.326 109.557 



61 9 . 2 87 



17 



53 10.0 87 



17 



2.4 



18 



.58 83 



361 



ONTARIO MINISTRY OF THE ENVIfiONMENT UTILITY MONITORING INFORMATION SYSTEM 

♦lASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WARREN LAGOON 



WORKS NUMBER : 110001916 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

RATTER £ DUNNET (WARREN) 
OS NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



l,<i50 
612 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.681 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 HG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 H3 

JftN/84-DEC/8<t 



AVG DAY 

1000 MS 

/DAY 



JAN 


6.481 


.209 


.292 


FEB 


8.824 


.304 


.469 


MAR 


9.278 


.299 


.390 


APR 


9.922 


.230 


.421 


MAY 


8.683 


.280 


.379 


JUN 


8.840 


.290 


.599 


JUL 


6.052 


.190 


.257 


AUG 


6.218 


.200 


.289 


SEP 


7.789 


.259 


.508 


OCT 


7.561 


.243 


.314 


NOV 


9.505 


.316 


.395 


DEC 


8.184 


.264 


.430 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L V, 



«5 

95 
9S 

28 

45.460 87 3.2 
7S 

n 

47 
129 

«1 



INFLUENT EFFLUENT 
MG/L MG/L X 



72 
133 
140 

70 
133 15.7 

97 
134 
111 

96 

40 
272 

97 



INFLUENT EFFLUENT 
MG/L MG/L Z 



7.1 
5.3 
2.8 
3.8 

8.4 .25 

2.6 
6.0 
11.8 
4.1 
2.7 
7.9 
4.9 



TOTAL 



97.337 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.265 



M 3 . 2 96 



.599 45.460 



116 15.7 88 



21 



5.6 .25 97 



21 
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ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
FAUqUIER LAGOON 



WORKS NUMBER : 11000179Z 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.272 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE; 7 NOV 85 

SHACKLETON S HACHIN 
05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



841 

650 

77.2 



DESIGN BODG 



0.0 



MG/L 



DESIGN SUSP. SOL IDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/e4-DEC/8<» 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-X SUSPENDED SOLIDS 



AVG DAY 

1000 MS 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



MG/L 



JAN 


9.041 


.292 


.335 




41 


FEB 


13.961 


.481 


.890 




Z3 


MAR 


12.052 


.389 


.780 




119 


APR 


17.086 


.570 


.890 


49.200 


161 


HAY 


12.289 


.396 


.559 




56 


JUN 


11.615 


.387 


.780 




100 


JUL 


16.209 


.523 


.559 






MJ6 


14.740 


.475 


.890 




75 


tif 


14.635 


.488 


.780 




191 


OCT 


18.086 


.583 


.890 




119 


MOV 


15 . 646 


.522 


.670 


49.200 


147 


DGC 


18.010 


.584 


.780 







MG/L '/. 



5.6 



7.2 



INFLUENT EFFLUENT 
MG/L MG/L /. 



131 
65 
149 
102 
143 
83 



8.6 



214 
228 
108 
196 



8.6 



TOTAL PHOSPHORUS > 



INFLUENT EFFLUENT 
MG/L MG/L y. 



1.4 
l.S 

5.2 

s.e 

3.4 



.59 



4.9 
5.9 

5.2 

S.e 



.23 



TOTAL 

173.372 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.474 



.890 49.200 



103 6.4 95 



10 



141 8.6 93 



le 



3.9 .41 87 



7 2 



363 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY HONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
SUNRIDGE LAGOON 



WORKS NUMBER : 110001961 



MUNICIPALITY 
REGION 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 

SUNDRIDGE 

05 NORTHEASTERN 



TREATMENT FACILITY 



CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



752 

710 
98. <« 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.654 1000 M3 



DESIGN B0D5 



0,0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8't-DEC/8'i 

JAN 18.85'* 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



20.7X8 
21.933 
29.280 
26.292 
24.261 
24.757 
Z1.5ZS 
19.777 
19.652 
21.954 
21 . 781 



FLOW DATA 



-x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — ><— 



TOTAL PHOSPHORUS 



AVG DAY 

1000 MS 
/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



.608 




.698 






.714 


1 


.082 






.707 




.847 






.976 


1 


.112 






.846 




.877 


122 


934 


.809 




.916 






.798 




,853 






.695 




.731 






.659 




.704 






.634 




.875 


49 


420 


.731 




.866 


74 


131 


.702 




.868 







MG/L 

9 
«1 
M 

9 
40 
83 



M 

45 
58 
43 



MG/L '/. 



5.7 



1.9 
1.9 



INFLUENT EFFLUENT 
MG/L MG/L y. 



10 
126 

17 

15 

42 11.8 
122 

S9 

40 

87 

61 10.3 

25 15.0 

24 



INFLUENT EFFLUENT 
MG/L MG/L y. 



.7 

2.5 
1.4 
.7 
2.5 .28 

8.2 
5.1 
3.0 
3.3 

S . 6 .37 

2.5 ,54 

2.8 



TOTAL 

270.794 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.748 



1.112 122. 9S4 



2.5 94 



25 



50 12.3 65 



22 25 



S.O .33 88 



22 25 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
TEMAGAMI LAGOON 



WORKS NUMBER : 110002327 



TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

TEMAGAMI 

05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,225 

<t40 

35.9 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.113 1000 M3 DESIGN BOOS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 MS 


/DAY 


JAN/at-DEC/a* 




JAN 


2.29<i 


.074 


FEB 


2.950 


.101 


MAR 


2.762 


.092 


Am 


3.895 


.126 


HAY 


3,810 


.123 


JUH 


4.150 


.143 


JUL 


4.929 


.159 


AUG 


4.660 


.150 


SEP 


3.500 


.120 


OCT 


3.918 


.119 


NOV 


3.360 


.112 


OK 


3.210 


.104 


■total 


43.438 




AVERAGE 





MAXIMUM 



NO. OF SAMPLES 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 H3 MG/L MG/L V. 



.106 
.180 
.136 
.173 
.168 
.222 
.207 
.199 
.202 
.159 
.145 



202 
170 
159 
136 
79 



SI 



43 



INFLUENT EFFLUENT 
MG/L MG/L Y. 



134 
181 
151 
118 
47 



INFLUENT EFFLUENT 
MG/L MG/L V. 



9.» 
6.3 

7.1 
1.5 



113 



5« 



7.1 



7. a 



.119 



120 



114 



«.9 



.222 



365 



ONTARIO MINISTRY OF THE ENVIRONKENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
THESSALON LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110002434 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.231 1000 M3 



MUNICIPALITY : THESSALON 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,575 
1,600 
101.5 



DESIGN BODS 



0.0 HG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



FLOH DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/a-i-DEC/M 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L X 



JAN 


30.110 


.971 


1.070 






179 


FEB 


35 . 900 


1.240 


1.670 






U 


HAR 


38.560 


1.243 


1.840 






48 


APR 


34.710 


1.157 


1.300 


231 


800 


76 


MAY 


31.320 


1.010 


1.070 






76 


JUN 


33.400 


1.113 


1.460 






28 


JUL 


33.640 


1.085 


1.180 






S9 


AUG 


32.100 


1.035 


1.210 






55 


SEP 


34 . 230 


1.141 


1.830 






69 


OCT 


41 . 990 


1.3S3 


1.640 






54 


NOV 


38.260 


1.275 


1.650 


231 


.800 


124 


DEC 


39.360 


1.270 


1.450 






51 



16.3 



12.2 



INFLUENT EFFLUENT 
M6/L MG/L y. 



112 
36 
56 

54 15.5 
64 
45 
39 
50 
69 
41 

44 37 . 6 
54 



INFLUENT EFFLUENT 
MS/L MG/L y. 



6.6 

2.5 

4.1 

3.7 1.09 

5.9 

2.6 

3.0 

6.9 

4.1 

3.3 

3.6 .96 

2.8 



TOTAL 

423.580 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.158 



1.840 231.800 



70 14.2 84 



17 



55 26.5 42 



17 2 



4.1 1 . 02 72 



17 2 
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ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORINS INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WEBBWOOD LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001881 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.3*0 1000 M5 



MUNICIPALITY : ME6BW00D 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



513 

460 

69.6 



DESIGN BODS 



0.0 KG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 H3 

JAN/8'i-DEC/'8<t 



FLOW DATA 



-x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



AVG DAY MAX DAY T, VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L V. 



268 
232 
207 
188 
221 
191 
204 
201 
155 
33.900 166 12,2 
201 
217 



JAM 


.294 


.095 


.123 


FS 


2.465 


.085 


.104 


MAR 


3.014 


.097 


.258 


APR 


2.721 


.090 


.130 


MAY 


2.474 


.079 


.130 


JIM 


2.549 


.084 


.117 


JUL 


2.473 


.079 


.102 


ma 


2.539 


.082 


.113 


SEP 


2.980 


.099 


.240 


OCT 


2.880 


.092 


.110 


NOV 


3.220 


.107 


.167 


OGC 


3.399 


.110 


.151 



INFLUENT EFFLUENT 
HG/L MG/L '/, 



159 
128 
152 

8« 
123 
103 
101 

M 

76 

96 31.9 
110 
130 



TOTAL PHOSPHORUS — > 



INFLUENT EFFLUENT 
HG/L MG/L V. 



12.0 

9.2 
11.8 
10.5 
11.3 
11.5 
39.3 
11.1 

8.5 

9.5 3.40 

10.0 
11.7 



TOTAL 

31.008 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.092 204 12.2 92 

.258 33.900 

24 3 



112 31.9 66 



24 3 



13.0 3.40 64 



^^ 3 



367 



Jamts Bay 




NORTHWESTERN REGION (6) 

REGIONAL OFFICE 

THUNDER BAY 

435 James St. S. 

P.O. Box 5000 

807-475-1205 

DISTRICT OFFICE 

Kenora 

808 Robertson St. 

807-468-5578 



368 



REGION 6 
NORTHWESTERN 



369 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
RAINY RIVER LAOOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 11000229Z 

TREATMENT FACILITY : CONVENTIONAL LAGOON SEASONAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.991 1000 M3 



MUNICIPALITY : ATWOOD (RAINY RIVER) 
REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



975 

975 

100.0 



DESIGN BODS 



. MG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-><~ 



SUSPENDED SOLIDS >< TOTAL PHOSPHORUS 



TOTAL 

VOLUME 
DATE 1000 H3 

JAN/8'i-DEC/a'i 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M2 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 MS 



MG/L 



MG/L 



JAN 


19.039 


.614 


.718 




n 




FEB 


22.981 


.793 


1.227 




79 




MAR 


26.815 


.865 


1.414 


46.062 


90 


1.9 


APR 


31.364 


1.045 


1.432 




42 




MAY 


22.072 


.712 


.996 


40.994 


65 




JUN 


28.127 


.938 


2.873 


54 . 589 


28 


3.8 


JUL 


20.655 


.666 


1.086 


9.383 


87 


3.6 


AUG 


15.16<i 


.489 


.688 


17.915 


136 


1.5 


SEP 


15.552 


.518 


.637 


27.296 


106 


1.4 


OCT 


40.444 


1.305 


4.368 




48 




NOV 


23.661 


.789 


1.001 


49.474 


85 


5.3 


DEC 


19.101 


.616 


.855 




S£ 





INFLUENT EFFLUENT 
MG/L MG/L V. 



108 




110 




lis 


8.S 


67 




83 




60 


4.4 


133 


3.0 


150 


3.6 


165 


2.5 


110 




118 


7.2 


125 





INFLUENT EFFLUENT 
MG/L MG/L Z 



6.5 




5.6 




4.5 


2.50 


2.6 




3.7 




2.9 


.89 


5.6 


.94 


6.4 


.62 


7.0 


.55 


4.3 




4.8 


4.30 


4.7 





TOTAL 

284.978 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.779 



4.366 54.589 



78 2 . 9 95 



tS 16 



112 4.9 95 



25 16 



4.8 1.63 64 



24 16 



370 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
EMO LAGOON 



REPORT TYPE 001 
REPORT DATE; 7 NOV «5 



WORKS NUMBER : 110001015 

TREATMENT FACILITY : CONVENTIONAL LAeOON SEASONAL 



MUNICIPALITY : EMO 

REGION : 06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



730 

730 

100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.27Z 1000 MS DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS ><■ TOTAL PHOSPHORUS > 



TOTAL 

VOLUME 
DATE 1000 M3 

JAN/a't-DEC/S'* 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 m 



MG/L 



MG/L K 



JAM 


11.200 


.360 


.529 






82 




FEB 


11.880 


.409 


.526 






44 




MAR 


12.900 


.419 


.613 






93 




APR 


13 . 938 


.465 


.638 


9 


659 


83 


24.0 


MAY 


14.600 


.470 


.538 


49 


678 


62 


16.0 


JIM 


20.600 


.687 


1.671 


15 


458 


52 


6.8 


Mi. 


15.600 


.503 


.723 






85 




MJ9 


14 . 400 


.463 


.574 






108 




SEP 


12.800 


.427 


.530 






69 




OCT 


17.040 


.550 


1.287 






53 




NOV 


12.400 


.413 


.506 


72 


600 


66 


9.1 


ob: 


15.000 


.420 


.476 






106 





INFLUENT EFFLUENT 
MG/L MG/L y. 



187 
155 
123 

123 14.0 
105 38.0 
93 67.5 
203 

«e 

300 

125 8.2 

103 



INFLUENT EFFLUENT 
MG/L MG/L X 

















2.40 




1.90 




.94 




















1.00 


S.2 





TOTAL 

170.358 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.466 



1.671 72.600 



76 13.9 80 



16 8 



141 31.9 68 



u • 



5.6 1.56 72 



15 • 



371 



372 



CONVENTIONAL LAGOON ANNUAL 



373 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



374 



REGION 1 
SOUTHWESTERN 



375 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HENSALL LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 65 



WORKS NUMBER : 110000926 



TREATMENT FACILITY : CONVENTIONAL LAGOON ANNUAL 



MUNICIPALITY : HENSALL 

REGION : 01 SOUTHWESTERN 

CURRENT POPULATION : 
POPULATION SERVED : 
PERCENT SERVED S 



977 
1,000 
102.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY ; 0.6ZZ 1000 H3 DESIGN B0D5 : 270.0 MG/L DESIGN SUSP. SOLIDS 0.0 MG/L 

<— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS -— > 



TOTAL 


AVG DAY 


VOLUME 


1000 M3 


DATE 1000 MS 


/DAY 


JAN/84-DEC/a<i 




JAN 14.065 


.454 



FEB 

mm 

APR 
HAY 
JUN 



SEP 
OCT 
NOV 
PEC 



18.911 
18.530 
13.445 
14.051 
13.226 
14.291 
14.601 
17.141 
17.135 
20.504 
20.079 



MAX DAY T. VOL, TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L 



.454 


.521 






.652 


1.936 






.598 


1.058 






.448 


.609 


46 


750 


.453 


.595 






.444 


.555 






.461 


.499 






.471 


.707 






.571 


.663 






.553 


.592 


1 


602 


.683 


1.143 


3 


382 


.648 


1.019 







128 






88 






133 






166 


14 


1 


157 


11 


2 


85 






115 






152 






122 






121 


2 


G 


50 


5 


.5 


M 







INFLUENT EFFLUENT 
MG/L HG/L y. 



315 




lie 




309 




431 


12. 1 


217 


15.4 


171 




173 




1«5 





193 


2.7 


54 


117.6 


1«3 





INFLUENT EFFLUENT 
MG/L MG/L y. 



8.1 






6.5 






8.5 






10.1 


1 


59 


6.9 




95 


6.1 






7.4 






8.2 






6.0 






6.5 


2 


.04 


3.8 


1 


.76 


5.3 







TOTAL 

195.979 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.536 



1.936 46.750 



117 8.2 92 



U 



201 36.9 96 



12 



7.1 1.58 73 



12 



376 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BRIGDEN P.V. LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002023 



TREATMENT FACILITY : CONVENTIONAL LAGOON ANNUAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.536 1000 M3 



MUNICIPALITY : MOORE (BRIGDEN) 
REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



10,097 
641 
6.S 



DESIGN B0D5 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/S^i-DEC/a* 



FLOW DATA 



___><-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS 



AVE DAY MAX DAY T. VOL. TO 

1000 M3 1000 MS W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L HG/L X 



172 

786 

277 12.6 

140 

209 

166 

255 

143 

164 

188 

142 

320 



JAN 


3.731 


.120 


.199 


FEB 


4.908 


.169 


.357 


HUM 


5.376 


.173 


.315 


APR 


4.722 


.157 


.236 


MAY 


4.012 


.129 


.144 


JIM 


4.153 


.134 


.300 


JUL 


3.437 


.lis 


.206 


AU6 


3.930 


.161 


.201 


SEP 


4.298 


.1« 


.196 


OCT 


4.627 


.149 


.171 


wnr 


S.244 


.175 


.292 


wc 


5.195 


.168 


.256 



INFLUENT EFFLUENT 
HG/L MG/L y. 



146 
2473 
315 17.0 
159 
193 
165 
291 
368 
149 
174 
129 
658 



._x TOTAL PHOSPHORUS > 



INFLUENT EFFLUENT 
MG/L MG/L y. 



11.4 
33.0 
11.3 2.00 

9.2 
11.1 

9.6 
12.2 
12.7 

7.9 
10.3 

7.S 
11.6 



TOTAL 

53.633 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.149 



.357 



246 12.6 95 



22 



434 17.0 94 



22 



12.3 2.00 82 



25 



377 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORHATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
OIL SPRINGS LAGOON 



WORKS NUMBER •■ 110001998 



TREATMENT FACILITY = CONVENTIONAL LAGOON ANNUAL 
PHOSPHORUS REMOVAL - BATCH 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.272 1000 MS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

OIL SPRINGS 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



«38 

605 
94.8 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 



MG/L 



FLOW DATA 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8'i-DEC/8'i 



AVG DAY 

1000 MS 
/DAY 



— X-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS — >< 

INFLUENT EFFLUENT 



TOTAL PHOSPHORUS — > 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



JAN 


4.836 


.156 


,259 


FEB 


6.665 


.230 


.803 


MAR 


6.639 


.214 


.656 


APR 


5.396 


.180 


.239 


MAY 


5.104 


.164 


.293 


JUN 


<i.587 


.152 


.194 


JUL 


4.501 


.145 


.189 


AUG 


4.724 


.152 


.217 


SEP 


4.696 


.156 


.232 


OCT 


4.678 


.150 


.174 


NOV 


5.249 


.174 


.280 


DEC 


5.808 


.187 


.384 



49.400 



MG/L 

IM 
»8 
U7 
117 
143 
175 
193 
12S 
IM 
IM 
182 
146 



MG/L 



15.3 



MG/L 

114 
152 
115 
121 
103 
202 
149 
82 
124 
102 
351 
165 



MG/L 



Y. 



58.5 



INFLUENT EFFLUENT 
MG/L MG/L V. 



7.6 

6.8 

8.3 

7.7 
10.0 .44 

8.7 

8.7 

8.0 
10.2 

8.4 

8.9 

8.5 



TOTAL 



62.883 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.172 



.803 49.400 



139 15.3 89 



26 



148 58.5 43 



26 



8.4 .44 95 



2« 



378 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORINtS INFORHATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HERLIN PV LAGOON 



WORKS NUMBER : 110000935 



TREATMENT FACILITY '■ CONVENTIONAL LAGOON ANNUAL 
PHOSPHORUS REMOVAL - BATCH 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATEr 7 NOV 8S 

RALEIGH TILBURY ECHERLIN 
01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



720 

703 

97.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.A63 1000 M3 DESIGN BODS : 110.0 MG/L DESIGN SUSP. SOLIDS : 110.0 MG/L 

FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS - — ><— TOTAL PHOSPHORUS — > 



< 

TOTAL 
VOLlfflE 
DATE 1000 MS 

J AN/a-i- DEC/84 



AVG DAY 

1000 MZ 

/DAY 



MAX DAY T. VOL. TO 

1000 H5 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 H3 



JAN 


7.242 


.233 


.360 


FEB 


8.805 


.303 


.556 


lUR 


9.330 


.300 


.492 


XPS 


5.67't 


.189 


.337 


MAY 


5.710 


.190 


.379 


JIM 


4.970 


.165 


.284 


JUL 


4.460 


.143 


.246 


itUB 


4.587 


.147 


.331 


SB> 


4.436 


.147 


.310 


OCT 


4.693 


.151 


.217 


MBV 


5.541 


.181 


.286 


db: 


5.465 


.176 


.365 



31.370 



38.910 



MG/L 

272 
262 
146 
162 
270 
273 
261 
318 

82 
170 

63 
120 



MG/L '/. 



1.6 



.9 



INFLUENT EFFLUENT 
MG/L MG/L y. 



426 

355 

101 

103 

266 4.3 

337 

186 

331 

56 
226 

95 3.8 

89 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



9-3 

5.8 

.3 

a.7 

7.7 .21 

12.1 
11.5 
10.5 

5.5 
11.4 

£.0 .25 

4.1 



TOTAL 

70.913 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



,19« 



.556 38.910 



199 1.2 98 



12 



214 4.0 97 



u 



r.7 .23 96 



12 



379 



ONTARIO MINISTRY OF THE EHVIRONMENT UTILITY MOKITORING INFORMATION SYSTEM 

NASTE STABILIZATION PONDS - PERFORMANCE REPORT 
THEDFQRD LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002336 

TREATMENT FACILITY : CONVENTIONAL LAGOON ANNUAL 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.<i81 1000 M3 



MUNICIPALITY : THEDFORD 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



676 

661 

97.7 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 



MG/L 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x-— SUSPENDED SOLIDS 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8't-DEC/8'i 



AVG DAY 

1000 H3 

/DAY 



MAX DAY T. VOL. TO 

1000 MJ W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 N3 



JAN 


7.318 


.236 


.314 


FEB 


9.659 


.333 


1.091 


MAR 


9.689 


.319 


.605 


APR 


/.'iSS 


.250 


.345 


MAY 


6.593 


.213 


.295 


JUN 


6.070 


.202 


.345 


JUL 


6.118 


.197 


.209 


AUG 


8.519 


.27-* 


.395 


SEP 


7.'i33 


.z-va 


.405 


OCT 


6.572 


.212 


.268 


NOV 


7.4A2 


.248 


.555 


DEC 


7.534 


.243 


.552 



77.895 



2.934 



MG/L 
124 

et 

101 

86 

106 

lee 

119 

77 

147 
50 



MG/L Z 



14.2 



3.6 



INFLUENT EFFLUENT 
MG/L MG/L y. 



144 

98 
139 

115 46.5 
107 

93 
111 
130 
175 

109 9.9 
117 

83 



— X— TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 
MG/L MG/L y. 



9.0 
5.4 
5.3 
5.1 
6.1 
6.4 
6.4 
5.5 
7.3 



7.1 



1.36 



1.00 



TOTAL 

90.632 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.248 



1.091 77.895 



124 8.9 89 



12 5 



118 28.2 75 



12 



6.3 1.18 73 



10 



380 



381 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 



382 



REGION 2 - I 

WEST CENTRAL " 



383 



3i4 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
OSWEGO PARK LAGOON 



WORKS NUMBER : 110003068 

TREATMENT FACILITY : CONVENTIONAL LAGOON ANNUAL 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

DUNNVILLE (OSKEGO PARK} 
02 WEST-CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



11,226 
250 
2.2 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.090 1000 M3 DESIGN B0D5 : 0.0 HG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<--- FLOW DATA x-BIOCHEMICAL OXYGEN DEHAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 H3 

JAN/84-DEC/6'* 



JAN 


3.500 


FEB 


S.020 


HAR 


S.3<40 


AW» 


5.100 


MAY 


3.600 


JUN 


3.600 


JUL 


2.980 


MJ8 


2.820 


SEP 


3.520 


OCT 


5.300 


NOV 


3.080 


OEC 


2.500 



AVG DAY 

1000 M3 

/DAY 



.110 
.170 
,269 
.170 
.120 
.120 
.160 
.090 
.120 
.170 
.100 
.081 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 HG/L MG/L 'A 



.390 
.496 



24.000 



2.500 



282 
157 

41 
166 
383 

54 
146 
400 
137 
313 
209 
540 



6.4 



INFLUENT EFFLUENT 
HG/L MG/L V. 



273 
206 

80 11.5 
178 
144 

48 
130 
475 
155 
332 
210 
705 



INFLUENT EFFLUENT 
MG/L MG/L V. 



14.2 
8.0 

3.« .as 

7.9 

11.2 
35.0 
18.7 
16.2 

8.5 
11.5 

9.8 
21.5 



TOTAL 

49.360 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.135 



2.500 24.000 



235 



11 



6.4 84 



244 



XX 



11.5 85 



12 



13.8 



U 



.85 76 



li 



385 




SOUTHEASTERN REGION (4) 

REGIONAL OFFICE 

KINGSTON 

133 Dalton Ave. 

613-549-400 



386 



REGION 4 
SOUTHEASTERN 



387 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORHATIOM SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
RUSSELL LAGOON 



WORKS NUMBER 



110001514 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

RUSSELL 

OCf SOUTHEASTERN 



TREATMENT FACILITY ". CONVENTIONAL LAGOON ANNUAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,961 

1,'tOO 

23.^ 



OPERATINfi AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.000 1000 H3 DESIGN BQD5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

FLOW DATA x-BIOCKEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS --->< TOTAL PHOSPHORUS —> 



< — - 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/8A-DEC/8'* 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L HG/L '/. 



JAN 


6.790 


.219 


.260 






130 




FEB 


7.920 


.273 


.370 






*5 




HftR 


9.S50 


.302 


.490 






180 




APR 


13.290 


.<i« 


.730 


75 


200 


155 


16.0 


NAY 


9,110 


.29-* 


.340 


30 


400 


106 


14.0 


JW 


7.150 


.238 


.260 






122 




JUL 


6.890 


.222 


.240 






350 




MI6 


7.S10 


.240 


.270 






280 




SEP 


6.970 


.232 


.260 










OCT 


7.120 


.229 


.240 






146 




NOV 


7.130 


.238 


.250 






260 




DEC 


7.610 


.246 


.330 











INFLUENT EFFLUENT 
MG/L MG/L y. 



45 

90 
114 26.0 

92 127.0 

81 
219 

2as 

S9 



INFLUENT EFFLUENT 
HG/L MG/L y. 





1.20 


6.0 


1.40 


7.2 




8.0 




11.0 





12.0 
10.0 



TOTAL 



96.840 



AVERAGE 



MAXimJK 



NO. OF SAMPLES 



388 



.265 



.730 75.200 



177 15.0 88 



le 



126 76. S 77 



10 



9.0 1.30 76 



I 
I 



ONTfiRIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ST. ISIDORE LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002210 

TREATMENT FACILITY : CONVENTIONAL LAGOON ANNUAL 



MUNICIPALITY : ST. ISIDORE DE PRESCCTT 
REGION : 0<» SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



7<i& 

699 

93.6 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.65'i 1000 M5 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

<-— FLOW DATA x-BIOCKEHICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L 



INFLUENT EFFLUENT 
MG/L MG/L v. 



INFLUENT EFFLUENT 
MG/L MG/L Y, 



JAN 


7.720 


.249 


.490 






104 




FEB 


8.370 


.289 


.420 






94 




MAR 


8.710 


.281 


.510 






240 




APR 


lo.aso 


.363 


.520 


53 


900 


100 


2.5 


MAY 


9.110 


.294 


.340 


70 


000 


220 


14.0 


JWI 


8.040 


.268 


.330 






60 




JUL 


7.930 


.256 


.270 






95 




AU6 


6.990 


.230 


.250 






32 




SEP 


6.340 


.211 


.220 










OCT 


6.710 


.217 


.240 






200 




NOV 


7.040 


.235 


.320 










OEC 


7.870 


.254 


.320 











112 
85 

103 
81 
90 

390 
«5 
55 

310 



18.0 
45.0 



7.0 
4.3 
4.6 
5.4 

12.0 



1.80 
1.80 



TOTAL 

95 . 710 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.262 



138 8.2 95 



.520 70.000 



143 31.5 63 



6.6 1.80 74 



389 



390 



EXFILTRATION LAGOON 



391 




CENTRAL REGION (3) 

REGIONAL OFFICE 

TORONTO 

7 Overlea Blvd. 

416-424-3000 



392 



REGION 3 - 
CENTRAL 



{ 



393 



394 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BEETON LAGOON 



REPORT TYPE 001 

REPORT DATE: 7 NOV 8S 



NORKS NUftBER : 110000917 

TREATMENT FACILITY : EXFILTRATION LAGOON 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.363 1000 M3 



MUNICIPALITY : BEETON 

REGION : 03 CENTRAL 

CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,000 

1,922 

96.1 



DESIGN BODS 



95.0 



MG/L 



DESIGN SUSP. SOL IDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



FLOW DATA 



— x-BIOCHEMICAL 0>CYGEN DEMAND-x— SUSPENDED SOLIDS --->< TOTAL PHOSPHORUS 



AVG DAY 

1000 M3 

/DAY 



JJM 


20.243 


.653 


.707 


FEB 


29. 543 


1.019 


2.150 


WW 


35.203 


1.136 


1.573 


APR 


54.715 


1.157 


1.377 


M*Y 


27.404 


.884 


1.262 


JIM 


23.092 


.770 


.961 


JUL 


20.577 


.663 


l.OOO 


«W 


21.076 


.680 


.980 


SEP 


25.095 


.837 


1.033 


OCT 


21.376 


.690 


.740 


NOV 


23.873 


.770 


1.240 


DEC 


26.368 


.851 


1.137 



MAX DAY T, VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L '/. 



163 
210 
100 
137 

90 
125 

95 
105 
335 
270 
205 
195 



INFLUENT EFFLUENT 
H6/L HS/L 7. 



135 
523 
189 
136 
139 
141 
106 
130 
578 
190 
110 
142 



INFLUENT EFFLUENT 
MG/L MG/L V. 



6.2 
10.8 
6.9 
5.0 
4.0 
«.6 
«.l 
6.1 
12.7 
7.9 
5.7 
6.1 



TOTAL 

308.565 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.843 



2.150 



169 



12 



209 



12 



6.0 



12 



395 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



396 



REGION 5 
NORTHEASTERN 



397 



398 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HATTAWA LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110000^36 

TREATHENT FACILITY : EXFILTHATION LAGOON 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.091 1000 H3 



MUNICIPALITY : HATTAWA 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



2,618 
2,686 
102.5 



DESIGN B0D5 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 KG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84 -DEC/B"* 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEHAND-x— 



SUSPENDED SOLIDS 



AVG DAY 

1000 M3 

/DAY 



JAN 


27.iilO 


.880 


FEB 


29.945 


1.032 


KAR 


29.781 


.960 


MK 


32.954 


1.098 


MAY 


34.836 


1.124 


mm 


36.065 


1.163 


ML 


34.380 


1.109 


Aue 


30.600 


.987 


SB* 


31.320 


1.044 


OCT 


36.031 


1.162 


HOV 


41.515 


1.384 


DEC 


35.395 


1.142 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



23.000 



MG/L 

122 
20 
44 

62 
49 
98 
23 
35 
S3 
50 
76 



MG/L 



1.9 



INFLUENT EFFLUENT 
MG/L MG/L y. 



5f 

42 



TOTAL PHOSPHORUS -~> 



INFLUENT EFFLUENT 
MG/L MG/L y. 



5.4 
1.7 
3.2 



51 
43 

101 
24 
27 

7d 

Si 

49 



13.0 



2.7 
4,5 
4.7 
l.« 
1.9 
4.2 
2.5 
3.6 



.32 



TOTAL 

400.232 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.090 



23.000 



57 1 . 9 96 



12 



49 13.0 74 



12 1 



3.2 .32 88 



12 1 



399 




NORTHWESTERH REGION (6) 

REGIONAL OFFICE 

THUNDER BAY 

435 James St. S. 

P.O. Box 5000 

807-475-1205 

DISTRICT OFFICE 

Kenora 

808 Robertson St. 

807-468-5578 



400 



REGION 6 - i 

NORTHWESTERN ' 



401 



402 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
BEARSMORE LAGOON 



WORKS NUMBER : 110002S09 

TREATMENT FACILITY : EXFILTRATION LAGOON 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 1.56S 1000 MS 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE; 7 NOV 85 

BEARDMORE 

06 NORTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



638 

625 

97.9 



DESIGN BOOS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 HG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84 -DEC/81 



FLOW DATA 



___><_BIOCHEMICAL OXYGEN DEMAND-><— SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 MS MG/L MG/L 7. 



170 

93 

80 

70 

78 

S9 

86 

90 

127 

164 

122 

92 



JAM 


6.273 


.202 


.309 


FEB 


5.637 


.194 


.289 


MAR 


7.276 


.235 


.463 


APR 


9.0S9 


,301 


.492 


MAY 


9.164 


.296 


.444 


JUN 


8.496 


.283 


.628 


JUL 


7.773 


.251 


.386 


AU6 


6.363 


.205 


.301 


SEP 


5.550 


.185 


.348 


OCT 


5.689 


.190 


.290 


NOV 


6.237 


.208 


.328 


DEC 


6.989 


.225 


.367 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



485 

95 

95 

65 

88 

62 

105 

190 

135 

137 

120 

90 



— >< TOTAL PHOSPHORUS > 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



8.9 
7.8 
«.6 
1.4 
5.2 
5.8 
4.« 
«.8 
4.8 
9.3 
7.1 
5.7 



TOTAL 

84 . 686 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



'231 



.628 



102 



18 



140 



18 



6.8 



16 



403 



404 



LAGCX3N AND SPRAY 



405 




SOUTHWESTERN REGION (1) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



406 



REGION 1 - . 

SOUTHWESTERN t 



407 



408 



ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
MCGREGOR LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110002096 



TREATMENT FACILITY : LAGOON AND SPRAY 

SEASONAL DISCHARGE 



MUNICIPALITY : ANDERDON (MCGREGOR) 
REGION : 01 SOUTHWESTERfJ 

CURRENT POPULATION : <k,825 
POPULATION SERVED : 1,100 
PERCENT SERVED ; 22.7 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.'i54 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



INFLUENT EFFLUENT 
MG/L MG/L V. 



JAN 


6.061 


.196 


.239 






97 


FEB 


11.67S 


.403 


2.565 






57 


Mm 


9.808 


.316 


1.049 






84 


*P» 


6.051 


.268 


.366 






88 


i«y 


7.796 


.251 


.467 






90 


JIM 


9.191 


.306 


.419 






109 


JUL 


9.482 


.306 


.373 






77 


AUG 


10.364 


.334 


.641 






68 


S^ 


10.830 


.346 


.550 


33 


063 


127 


OCT 


11.444 


.369 


.749 






118 


NOV 


11.739 


.391 


.577 


42 


404 


123 


DEC 


14.186 


.458 


1.085 






101 



2.3 



3.7 



130 

146 

90 

93 

106 

103 

85 

139 

125 

130 

116 

111 



5.5 



.9 



4.8 
4.3 
S.4 
S.2 
&.5 
«.9 
5.9 

r.4 

«.9 
7.2 
6.5 



.39 



.M 



TOTAL 

120.630 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.329 



2.565 42.404 



94 3.097 



25 17 



114 3.2 97 



25 17 



i.l .62 91 



ts xt 



409 




CENTRAL REGION (3) 

REGIONAL OFFICE 

TORONTO 

7 Over lea Blvd. 

416-424-3000 



410 



REGION 3 - I 

CENTRAL ' 



411 



412 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
OHEMEE LAGOON 



WORKS NUMBER : 110001630 

TREATMENT FACILITY : LAGOON AND SPRAY 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 0.613 1000 M3 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

OMEMEE 

03 CENTRAL 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



8<i4 

&58 
77.9 



DESIGN B0D5 



170.0 MG/L 



DESIGN SUSP. SOLIDS 



200.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

J AN/S'i- DEC/84 

JAN 5.459 



FEB 
APR 

tu|y 



JUL 
Mtt 
iSEP 
OCT 
NOV 
SEC 



11.816 
12.161 
13,589 
9.8<i7 
5.881 
5.2« 
5.244 
5.523 

6.460 
8.927 



FLOM DATA 



...x-BIOCHEMICAL OXYGEN DEMAVD-x— - SUSPENDED SOLIDS 



AVG DAY MAX DAY T. VOL. TO 

1000 MS 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 H3 MG/L MG/L 'A 



.180 


.209 


.410 


1.251 


.390 


1.139 


.453 


.906 


.320 


.620 


.196 


.219 


.169 


.210 


.170 


.210 


.180 


.281 



.215 
.287 



.348 
.561 



144 






210 






133 






300 






142 


9 


8 


433 


17 


4 


205 


12 


4 


190 


17 





150 




7 



INFLUENT EFFLUENT 
MG/L MG/L y. 



93 






163 






124 






375 






104 


9 


7 


444 


30 


2 


160 


10 


a 


136 


27 


9 


136 


3 


9 



._>< TOTAL PHOSPHORUS 



INFLUENT EFFLUENT 
MG/L MG/L y. 



T.5 






9.1 






i.4 






10.4 






7.4 


3 


.07 


15.9 




41 


9.7 


3 


.18 


16.7 


2 


.62 


9.8 




.16 



124 



107 



• .9 



TOTAL 

90.152 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.270 



1.251 



203 11.4 94 



8 4 



184 16.5 90 



10. e 1.88 81 



413 




SOUTHEASTERN REGION (4) 

REGIONAL OFFICE 

KINGSTON 

133 Da Hon Ave. 

613-549-400 



414 



REGION 4 - i 

SOUTHEASTERN ' 



415 



416 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
LANSDOMNE LAGOON 



WORKS NUMBER : 110001931 

TREATMENT FACILITY : LA600N AND SPRAY 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV «5 

LEEDS S LAKSDOWNE 
04 SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,125 

550 
13.3 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.336 1000 M3 DESIGN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS T 0.0 MG/L 

< FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 



TOTAL 
VOLUME 
DATE 1000 MS 

JAN/84-DEC/84 



AVE DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 M3 



MG/L 



MG/L v. 



JAN 


3.789 


.122 


.243 






FEB 


4.337 


.150 


.461 




20 


HAR 


4.025 


.129 


.170 




156 


APR 


5.544 


.185 


.316 




135 


HAY 


4.135 


.133 


.165 




128 


JIM 


3.085 


.103 


.155 


4.023 


193 


JUL 


3.254 


.105 


.122 


21.417 


138 


AUB 


3.107 


.100 


.132 


12.160 


208 


SE9 


2.132 


.104 


.117 


.528 


111 


OCT 


3.550 


.115 


.608 




230 


NOV 


3.159 


.105 


.119 




135 


DEC 


3.471 


.112 


.129 




220 



INFLUENT EFFLUENT 
MG/L MG/L 'A 



22 
IIZ 

70 

S6 
125 

57 
119 

99 
U9 

57 
196 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



7.2 
0.3 
0.1 

11.3 
0.3 

10.1 
0.8 

11.7 



TOTAL 



44 . 568 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.122 



.608 21.417 



152 



16 



9C 



16 



f.l 



12 



417 



418 



AERATED CELL PLUS LAGOON 



419 




I 
I 



SOUTHWESTERN REGION (l) 

REGIONAL OFFICE 

LONDON 

985 Adelaide St. S. 

519-661-2200 



420 



REGION 1 - > 

SOUTHWESTERN t 



421 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WORKS NUMBER : 110003022 PLATTSVILLE LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



MUNICIPALITY : BLANDFORD-BLENHEIM(PLAT) 
REGION : 01 SOUTHWESTERN 



TREATMENT FACILITY : AERATED CELL PLUS LAGOON 
SEASONAL DISCHARGE 
PHOSPHORUS REMOVAL - BATCH 

OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 0.59S 1000 M3 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



6,667 
516 

7.7 



DESIGN BODS 



982.0 



HG/L 



DESIGN SUSP. SOL IDS 



'*02.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 MS 

JAN/8't-DEC/«4 

JAN 18.028 



FEB 
MAR 
APR 
MAY 
JUN 
JUL 
AUG 
SEP 
OCT 
NOV 
DEC 



13.453 

14.601 

9.558 

14.396 

9.898 

8.301 

11.841 

10.371 

10.802 

14.064 

15 . 778 



FLOW DATA 



x-BIOCHEMICAL OXYGEN DEMAND-x— SUSPENDED SOLIDS —-><--- TOTAL PHOSPHORUS > 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 M3 MG/L MG/L '/. 



.582 


1.229 


.464 


.791 


.471 


.706 


.319 


.475 


.464 


.705 


.330 


.584 


.267 


.723 


.382 


.981 


.346 


.745 


.348 


.584 


.469 


.852 


.509 


1.057 



3«t 
» 

#27 

147 

104 

154 

6« 

1«8 

52 

67 

2« 

»7 



*.7 



30.2 



3.1 



INFLUENT EFFLUENT 
MG/L HG/L y. 



4U. 

51 

219 

222 

390 

27« 

81 

139 

7S 

60 

29 

165 



5.5 



4fi.9 



8.2 



INFLUENT EFFLUENT 
MS/L MG/L y. 



4.3 
3.2 
S.2 
6.2 
5.6 
8.2 
3.1 
3.9 
2.1 
1.7 
1.2 
5.2 



.53 



.82 



.51 



TOTAL 

151.091 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



.413 



1.229 



141 12.6 82 



12 7 



185 20.1 83 



12 7 



4.4 ,62 75 



12 7 



422 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
KINCARDINE LAGOON 



REPORT TYPE 001 
REPORT date: 7 NOV 85 



WORKS NUMBER : 110000864 



treatment facility : AERATED CELL PLUS LAGOON 
CONTINUOUS DISCHARGE 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 5.909 1000 M3 



MUNICIPALITY : KINCARDINE 

REGION : 01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,930 
5,930 
100.0 



DESIGN BODS 



130.0 



MG/L 



DESIGN SUSP. SOLIDS 



0.0 



MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAN/a't-DEC/ai 



FLOW DATA 



---x-BIOCHEMICAL OXYGEN DEMAND-><— 



SUSPENDED SOLIDS — >< TOTAL PHOSPHORUS 



AVG DAY MAX DAY T, VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 M3 



MG/L 



JAN 


90.390 


2.920 


4.520 


FEB 


131.390 


4.530 


11.040 


KAR 


111.550 


3.600 


5.200 


APR 


101.380 


3.380 


4.290 


MAY 


107.630 


3.470 


6.360 


JUN 


98.690 


3.290 


4.620 


JUL 


73.800 


2.380 


4.070 


AU6 


57.S60 


1.860 


2.150 


SEP 


57.310 


1.910 


2.570 


OCT 


54.980 


1.770 


2.270 


NOV 


70.180 


2.340 


3.450 


OEC^ 


74.700 


2.400 


4.730 



159 
132 



MG/L y. 



130 


11.6 


80 


14.2 


100 


20.2 


75 


4.8 


204 


14.6 


196 


13.4 


83 


9.6 


105 


18.9 



2.1 
6.0 



INFLUENT EFFLUENT 



MG/L 



181 
169 



MG/L y. 



116 


7.0 


119 


10.0 


87 


12.2 


80 


9.7 


531 


14.3 


373 


12.8 


77 


6.6 


71 


15.7 



1.4 
3.8 



INFLUENT EFFLUENT 
MG/L MG/L y. 



8.2 


5,20 


5.1 


5.40 


4.9 


3.74 


5.3 


1.92 


7.3 


2.32 


5.6 


2.08 


4.7 


3.25 


5.2 


1.95 



8.3 

6.0 



4.45 
3.04 



TOTAL 

1029.560 

AVERAGE 
MAXIMUM 
"no. OF SAMPLES 



2.821 



11.040 



126 11.5 89 



10 10 



180 9.1 92 



IB 10 



6.0 3.33 49 



« 10 



423 



ONTARIO MINISTRY OF THE ENVIRONHENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WORKS NUMBER : 110000'*09 LISTOWEL LAGOON CONT DIS (SUMMER SPRAY) 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

LISTOWEL 

01 SOUTHWESTERN 



TREATMENT FACILITY 



AERATED CELL PLUS LAGOON 

LAGOON AND SPRAY 

PHOSPHORUS REMOVAL-CONTINUOUS 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



4,968 
4,966 
100.0 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONHENT 

DESIGN CAPACITY : 4.918 1000 M3 DESIGN B0D5 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA — -x-BIOCHEMICAL OXYGEN DEMAND-><— - SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/84 



AVG DAY 

1000 M3 

/DAY 



MAX DAY T. VOL. TO 

1000 H3 W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



MG/L 



MG/L 



INFLUENT EFFLUENT 
MG/L MG/L 'A 



INFLUENT EFFLUENT 
MG/L MG/L Y. 



JAN 


146.361 


4.721 


6.318 






18S 






FEB 


219.480 


7.568 


11.637 






43S 






MAR 


214.343 


6.914 


11.137 


54 


500 


187 


20 





APR 


183.361 


6.120 


9.364 


350 


793 


268 


17 


4 


MAY 


147.790 


4.767 


7.6S7 






243 






JUN 


168.702 


5.623 


9.455 






2*7 






JUL 


117.332 


3.784 


6.046 






£1« 






AUG 


111.149 


3.585 


6.137 






295 






SEP 


130.204 


4.341 


6.273 






422 






OCT 


135.743 


4.378 


6.091 






371 






NOV 


185.976 


6.199 


10.183 


172 


.583 


187 


5 


2 


DEC 


194.296 


6.267 


10.819 


281 


.583 


502 


10 


.2 



147 






286 






136 


14 


8 


136 


22 


7 


252 






230 






185 






336 






343 






348 






149 


3 


7 


1040 


11 


.7 



4.1 




4.0 




3.4 


.65 


3.1 


.55 


2.5 




3.9 




5.1 




4.4 




4.4 




4.3 




3.2 


.71 


2.4 


.75 



TOTAL 

1954.757 

AVERAGE 
MAXIMUM 



5.356 



11.637 350.793 



29S 13.2 94 



301 13.2 93 



3.7 .66 77 



NO. OF SAMPLES 



424 



2S CS 



23 23 



24 23 



t 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
THORNBURY LAGOON (SUMMER STORAGE) 



WORKS NUMBER : 110001890 

TREATMENT FACILITY : AERATED CELL PLUS LAGOON 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

THORNBURY 

01 SOUTHWESTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



1,528 
105. S 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 1.727 1000 M3 DESIGN BODS : 0.0 MG/L DESIGN SUSP. SOLIDS : O.D MG/L 

<— FLOW DATA — -x-BIOCHEMICAL OXYGEN DEMAND-x— - SUSPENDED SOLIDS - — ><—- TOTAL PHOSPHORUS 





TOTAL 


AVG DAY 




VOLUME 


1000 MS 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURGE INFLUENT EFFLUENT 



/DAY 



1000 M3 



HG/L 



MG/L 



INFLUENT EFFLUENT 
Mfi/L MG/L y. 



INFLUENT EFFLUENT 
MG/L MG/L '/. 



JAN 


SS.802 


1.154 


1.391 


35 


802 


FEB 


63.721 


2.197 


4.781 


63 


721 


HUM 


55.696 


1.797 


2.922 


55 


696 


tm 


61.805 


2.060 


3.395 


61 


805 


KAY 


54.622 


1.762 


3.239 


54 


622 


JIM 


<^0.965 


1.365 


2.716 






JUL 


3<».626 


1.116 


1.266 






AIM 


37.220 


1.201 


1.749 






SEP 


<i<».*71 


1.482 


1.972 






OCT 


42.444 


1.369 


1.599 


42 


444 


NOW 


49.806 


1.660 


2.111 


49 


806 


DEC 


49.528 


1.598 


3.861 


49 


.528 



11 


28.9 


22 


19.9 


336 


20.4 


90 


18.6 


343 


14.8 


22 




155 




12 




51 




2110 


3.4 


1046 


7.5 


96 


32.6 



10 


24 


1 


52 


7 


2 


145 


19 


3 


90 


40 





106 


26 


9 


27 






585 






14 






69 






433 


4 





266 


12 


3 


134 


34 


.9 



1.2 


1.35 


1.6 


1.60 


3.6 


1.50 


2.9 


1.27 


3.6 


1.47 


1.9 




6.2 




1.7 




3.5 




3.8 


2.24 


2.8 


1.72 


5.4 


1.51 



TOTAL 

570.706 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.563 



4.781 63.721 



357 18.2 77 



13 26 



159 21.0 80 



U 2« 



3.1 1.60 54 



is U 



425 




WEST CENTRAL REGION (2) 

REGIONAL OFFICE 

HAMILTON 

119 King St. W. 

P.O. Box 2112 

811-521-7640 



426 



REGION 2 
WEST CENTRAL 



i 



427 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
WATERFORD LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUH8ER : 110001195 
TREATMENT FACILITY 



MUNICIPALITY : NANTICOKE (WATERFORD) 
REGION : 02 WEST-CENTRAL 



AERATED CELL PLUS LAGOON 
PHOSPHORUS REMOVAL-CONTINUOUS 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2,1S6 1000 M3 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



19,583 
12.0 



DESIGN B0D5 



0.0 



MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN PEM*ND-><— SUSPENDED SOLIDS — ><— TOTAL PHOSPHORUS — > 



TOTAL 

VOLUME 
DATE 1000 MS 

JAN/8<»-DEC/S<i 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 M3 



JAN 


30.702 


.990 


1.224 


30.702 


FEB 


30.250 


1.043 


1.315 


30.250 


MAR 


30.895 


.997 


1.124 


30.895 


APR 


31.43<* 


1.046 


1.438 


31.434 


WAY 


33.552 


1.082 


1.242 


33.552 


JUN 


32.135 


1.071 


1.329 


32.135 


^L 


27.830 


.898 


1.028 


27.830 


AIM 


24.813 


.800 


.969 


24.813 


KP 


34.303 


1.143 


1.674 


34.303 


OCT 


41.824 


1.349 


1.652 


41.824 


NOV 


37.784 


1.259 


2.061 


37.784 


DEC 


32.800 


1.058 


1.324 


32.800 



MG/L 



MG/L 



86 


17.3 


72 


17.1 


92 


16.0 


73 


21.8 


89 


18.9 


71 


15.1 


75 


20.7 


74 


20.9 


74 


11.5 


175 


22.6 


110 


13.6 


138 


17.2 



INFLUENT EFFLUENT 
MG/L HG/L /. 



ll» 


IS.S 


96 


15.7 


10ft 


14.8 


101 


25.8 


123 


21.5 


92 


16.2 


85 


24.2 


85 


23.8 


83 


27.0 


165 


33.8 


94 


31.2 


135 


25.4 



INFLUENT EFFLUENT 
MG/L MG/L y. 



5.6 


1.57 


4.7 


.97 


4.8 


.79 


4.7 


.67 


5.1 


.58 


S.2 


.62 


4.7 


.63 


5.5 


.74 


5.2 


.33 


5.3 


.65 


5.8 


.56 


13.7 


.44 



TOTAL 



388.322 



AVERAGE 
MAXIMUM 
NO. OF SAMPLES 



1.062 



2.061 41.824 



94 



n. 



18.1 79 



21 



106 



21 



22.9 77 



21 



5.8 



21 



.71 86 



21 



428 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
NEW HAMBURG LAGOON 



WORKS NUMBER : 110000506 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT date: 7 NOV 85 

WILMOT (NEW HAMBURG ) ** 
02 WEST-CENTRAL 



TREATMENT FACILITY 



AERATES CELL PLUS LAGOON 
PHOSPHORUS REMOVAL-CONTINUOUS 
EFFLUENT POLISHING 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



10,766 

3,767 

S5.1 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 2.727 1000 M3 DESIGN B0D5 : 0.0 MG/U DESIGN SUSP. SOLIDS : 0.0 MG/L 

<--- FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS — > 



TOTAL 


ftVG DAY 


VOLUME 


1000 M3 


1000 MS 


/DAY 



MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 



/DAY 



1000 MS 



MG/L 



MG/L y. 



INFLUENT EFFLUENT 
MG/L MG/L y. 



INFLUENT EFFLUENT 
MG/L HG/L y. 



JAN 


38.491 


1.242 


1.390 




134 




FEB 


66.519 


2.294 


5.390 




70 




HAR 


66.549 


2.150 


4.350 


14.990 


166 


10.9 


mt 


59.645 


1.988 


3.140 


114.270 


129 


7.8 


tlAY 


<i5.952 


1.480 


2.290 


80.620 


125 


5.0 


JIM 


42.978 


1.433 


2.752 


24.460 


140 


.9 


JUL 


36.363 


1.173 


1.520 


33.579 


87 


1.3 


AUG 


35.515 


1.150 


1.560 


11.605 


121 


.9 


SEP 


41.231 


1,374 


2.610 




125 




OCT 


37.400 


1.206 


1.590 


43.373 


195 


.4 


NSV 


40.1S8 


1.340 


2.200 


52.141 


92 


1.0 


PEG 


50.396 


1.626 


3.440 


45.341 


130 


1.7 



134 




91 




194 


10.9 


145 


11.7 


198 


6.9 


147 


3.1 


259 


2.6 


134 


2.1 


178 




313 


2.9 


128 


2.1 


160 


3.8 



6.2 




2.9 




5.6 


1.20 


4.6 


2.07 


7.7 


.70 


S.l 


.59 


11.1 


.67 


9.3 


.45 


6.a 




9.4 


.72 


8.S 


.M 


2.9 


.M 



TOTAL 

561.177 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.538 



5.390 114.270 



126 3.3 97 



24 



173 5.1 97 



24 7 



£.8 .91 84 



24 7 



429 




SOUTHEASTERN REGION (4) 

REGIONAL OFFICE 

KINGSTON 

133 Dal ton Ave. 

613-549-400 



430 



REGION 4 - I 

SOUTHEASTERN ' 



431 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ALEXANDRIA LACOON (PKOS REM IN JULY 83) 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 1100008^6 



TREATMENT FACILITY : AERATED CELL PLUS LAGOON 
CONTINUOUS DISCHARGE 
PHOSPHORUS REMOVAL-CONTINUOUS 



MUNICIPALITY : ALEXANDRIA 

REGION : 0-* SOUTHEASTERN 

CURRENT POPULATION : 3,270 
POPULATION SERVED : 3,616 
PERCENT SERVED ! 110.5 



OPERATING AUTHORITY; MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : 6.819 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOLIDS : 0.0 MG/L 

< FLOW DATA ><-BIOCHEMICAL OXYGEN DEMAND-x SUSPENDED SOLIDS >< TOTAL PHOSPHORUS > 

MAX DAY T. VOL. TO 

1000 MS W/COURSE INFLUENT EFFLUENT 





TOTAL 


AVG DAY 




VOLUME 


1000 M3 


DATE 


1000 M3 


/DAY 


JAN/8<*-DEC/a4 




JAN 


136.000 


4.390 


FEB 


190.090 


6.550 


MAR 


194.550 


6.280 


APR 


258.720 


8.620 


MAY 


186.610 


6.020 


JUN 


139.890 


4.660 


JUL 


115.090 


3.710 


»m 


169.930 


5.460 


SEP 


137.560 


4.590 


OCT 


135.020 


4.360 


Noy 


147.870 


4.930 


KC 


172.280 


S.560 


"TOTAL 


1983.610 




AVERAGE 








5.429 


MAXIMUM 





/DAY 



1000 M3 



HO. OF SAMPLES 



432 



4.980 136.000 

9.650 190.090 

9,040 194.550 

12.240 258.720 

7.170 166.610 

5.440 139.890 

5.240 115.090 

8.360 169.930 

5.800 137.560 

4.840 135.020 

6.170 147.870 

8.270 172.280 



12.240 258.720 



MG/L 

148 

182 

176 

100 

221 

3S 

108 

188 

70 

75 

158 

113 



HG/L 

16.0 
44.5 
4S.S 
21.0 
21.0 
17.0 
18.0 
17.0 
19.5 
15.0 
10.0 
13.5 



131 21.5 80 



» 2S 



INFLUENT 


EFFLUENT 


INFLUENT 


EFFLUENT 


MG/L 


MG/L •/. 


MB/L 


HG/L y. 


im 


32E.e 




1.85 


71 


22.5 




1.95 


112 


17.0 




1.70 


100 


2S.0 


2.0 


1.10 


211 


S8.5 


6.2 


1.10 


94 


3«.5 


2.5 


2.00 


•7 


25.0 


3.1 


2.10 


«5 


19.5 


2.7 


2.30 


91 


25.0 


3.3 


1.80 


91 


SS.O 


3.1 


2.10 


79 


12.0 


2,6 


2.00 


loe 


17.5 


3.2 


2.10 



100 24.4 76 



S2 25 



3.1 1.84 36 



24 25 



I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 
I 



ONTARIO MINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

MASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ALMONTE LAGOON 



WORKS NUMBER : 110000873 



MUNICIPALITY 
REGION 



REPORT TYPE 001 

REPORT DATE: 7 NOV 85 

ALMONTE 

04 SOUTHEASTERN 



TREATMENT FACILITY 



AERATED CELL PLUS LAGOON 
SEASONAL DISCHARGE 
PHOSPHORUS REMOVAL - BATCH 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,837 
4,025 
104.8 



OPERATING authority: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY : S.455 1000 M3 DESIGN B0D5 : 0.0 MG/L DESIGN SUSP. SOL IDS : 0.0 MG/L 

c— FLOW DATA — x-BIOCHEMICAL OXYGEN DEMAND-X^ SUSPENDED SOLIDS —-><-— TOTAL PHOSPHORUS - — > 





TOTAL 


AVG DAY 




VOLUME 


lOOO H3 


DATE 


1000 M3 


/DAY 



MAX DAY T. VOL. TO 

1000 M3 W/COURSE INFLUENT EFFLUENT 

/DAY 1000 M3 MG/L MG/L /. 



INFLUENT EFFLUENT 
MG/L MG/L v. 



INFLUENT EFFLUENT 
MG/L HG/L V. 



JAN 


47.761 


1.540 


1.900 


FEB 


115.191 


3.972 


7.200 


HAR 


84.731 


2.733 


4.500 


APR 


196.456 


6.549 


8.700 


HAY 


99.993 


3.226 


8.208 


JUN 


62.155 


2.100 


2.500 


JUL 


44.895 


1.448 


1.600 


MIO 


50.282 


1.622 


2.400 


SBi 


33.929 


1.131 


1.300 


oer 


39.251 


1.270 


6.000 


NOV 


48 . 905 


1.630 


2.400 


PEC 


43.403 


1.400 


2.300 



125 






63 






232 






40 


8 





66 


11 


8 


187 






232 






430 






190 






107 


12 


8 


188 


11 


.5 


95 







223 

121 
239 
68 
73 
401 
261 
716 
296 
118 
166 
158 



15.0 
19.0 



17.5 

21.5 



8.4 




6.2 




2.e 


.63 


4.« 


.48 


7.7 




7.6 




9.6 




8.0 




6.1 


3.28 


7.4 


1.53 


5.6 





TOTAL 

866.952 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



2.385 



8.700 



162 11.0 66 



23 18 



235 18.2 80 



23 U 



6.7 1 . 48 72 



32 19 



433 



ONTARIO HINISTRY OF THE ENVIRONMENT UTILITY MONITORING INFORMATION SYSTEM 

HASTE STABILIZATION PONDS - PERFORMANCE REPORT 
ROCKLAND LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 85 



WORKS NUMBER : 110001159 

TREATMENT FACILITY : AERATED CELL PLUS LAGOON 

OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 
DESIGN CAPACITY : 2.563 1000 H3 



MUNICIPALITY : ROCKLAND 

REGION : 0<i SOUTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



3,887 

2,978 

76.6 



DESIGN BODS 



0.0 MG/L 



DESIGN SUSP. SOLIDS 



0.0 MG/L 



< 

TOTAL 
VOLUME 
DATE 1000 M3 

JAH/B'f-DEC/S* 



FLOW DATA 



— x-BIOCHEMICAL OXYGEN DEMAND-><- 



SUSPENOED SOLIDS — -><- 



TOTAL PHOSPHORUS 



AVG DAY MAX DAY T. VOL. TO 

1000 M3 1000 M3 W/COURSE INFLUENT EFFLUENT 
/DAY /DAY 1000 H3 MG/L MG/L V. 



JAN 


'43.760 


1.411 


1.675 


FEB 


63.692 


2.203 


3.116 


MAR 


69.609 


2.245 


3.226 


APR 


109.934 


3.664 


6.193 


MAY 


64.015 


2.065 


2.5S6 


JUN 


4a . 658 


1.622 


2.087 


JUL 


45.476 


1.407 


1.685 


AUG 


62.119 


2.004 


3.539 


SEP 


46.627 


1.621 


1.827 


OCT 


47.274 


1.525 


1.863 


NOV 


50.039 


1.868 


2.462 


DEC 


53.656 


1.731 


2.176 



183 


9.5 


117 


14.0 


220 


15.5 


75 


15.5 


t£l 


15.8 


157 


S.S 


1^ 


12.0 


9« 


13. • 


150 


17.8 


X22 


8.9 


1S9 


17.7 


fZ 


fi.e 



INFLUENT EFFLUENT 
MB/L MG/L V. 



360 


S.S 


278 


7.0 


715 


8.5 


394 


7.5 


347 


10.0 


436 


6.5 


207 


5.5 


173 


28,0 


369 


16.0 


218 


9.2 


243 


7.7 


342 


7.0 



INFLUENT EFFLUENT 
MG/L MG/L 7. 



6.3 


.95 


16.0 


4.80 


6.0 


1.70 


3.6 


2.40 


7.1 


2.50 


7.0 


2.90 


7.3 


1.90 


7.0 


1,80 



TOTAL 



787.059 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



1.947 



6.193 



ISS 12.2 90 



58 29 



540 9.8 96 



30 29 



7.5 2.36 66 



22 21 



434 



435 




NORTHEASTERN REGION (5) 

REGIONAL OFFICE 

SUDBURY 

199 Larch St. 

705-675-4501 



436 



REGION 5 
NORTHEASTERN 



437 



438 



I 



ONTARIO MINISTRY OF THE ENVIRONMENT irriLITY MONITORING INFORMATION SYSTEM 

WASTE STABILIZATION PONDS - PERFORMANCE REPORT 
HEARST LAGOON 



REPORT TYPE 001 
REPORT DATE: 7 NOV 8S 



WORKS NUMBER : 110000338 



TREATMENT FACILITY : AERATED CELL PLUS LAGOON 
CONTINUOUS DISCHARGE 



MUNICIPALITY : HEARST 

REGION : 05 NORTHEASTERN 



CURRENT POPULATION 
POPULATION SERVED 
PERCENT SERVED 



5,409 

5,270 

97. <i 



OPERATING AUTHORITY: MINISTRY OF THE ENVIRONMENT 

DESIGN CAPACITY ■• 6.819 1000 M3 DESIGN B0D5 : 250.0 MG/L DESIGN SUSP. SOLIDS : 250.0 MG/L 

<— FLOW DATA x-BIOCHEMICAL OXYGEN DEMAND->< SUSPENDED SOLIDS ><— TOTAL PHOSPHORUS — > 



TOTAL 
VOLUME 
DATE 1000 M3 

JAN/84-DEC/8'l 



AVG DAY MAX DAY T. VOL. TO 

1000 H3 1000 M3 W/COURSE INFLUENT EFFLUENT 



/DAY 



/DAY 



1000 M3 



MG/L 



MG/L /• 



JAN 


59 . 638 


1,923 


2.911 












FEB 


54 . 755 


1.888 


2,328 






157 






MAR 


62.797 


2.025 


4,214 






159 






APR 


60.523 


2.017 


2.316 






100 


14 





HAY 


61.175 


1.973 


2,329 


140 


000 


60 


18 





JUM 


63.716 


2.123 


2,634 


361 


819 


47 


6 


9 


JUL 


68.392 


2.206 


3.067 


256 


994 


91 


26 


9 


AUG 


72 . 911 


2.351 


2.985 


44 


247 


74 


12 


4 


SEP 


68 . 673 


2.289 


2.916 






84 






CttT 


71.378 


2,302 


2.302 






192 






NOV 


B2.465 


2.749 


3.539 






145 






DEC 


85.102 


2,745 


4.248 






165 







INFLUENT EFFLUENT 
MG/L HG/L y. 



178 






163 






142 


7 





52 


39 





41 


12 


7 


89 


25 


3 


63 


32 


1 


105 






95 






126 






119 







INFLUENT EFFLUENT 
MS/L MG/L X 



7.7 
7.* 
5.9 

6.0 2.43 
2.5 1.99 
3.5 3.24 
3.8 1.68 

6.3 

12.3 

5.1 



TOTAL 

611.525 



AVERAGE 



MAXIMUM 



NO. OF SAMPLES 



Z.Z16 



4.248 361.819 



115 16.0 78 



18 



106 23.2 61 



U 



5.7 2.33 35 



IS 



439 



440 



APPENDIX 1: 



1984 PROJECT START-UPS AND PROJECTS WITH NO DATA AVAILABLE 



A} START-UPS IN 1984 
MECHANICAL PLANTS 

Southwestern Region 

Stephen Twp. (Huron Park) 

WASTE STABILIZATION PONDS 
West Central Region 

Nanticoke (Townsend) 
Northeastern Region 
Opasatika 



B) PROJECTS WITH NO AVAILABLE DATA 1984 
WASTE STABILIZATION PONDS 
West Central Region 

Nanticoke (Townsend) 
Northeastern Region 

Michipicoten (Wawa) 
Opasatika 

Val Rita (Harty) 



441 



